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TRANSLATOR'S PREFACE 



In recent years the installation and extension of power stations for 
the supply of electrical energy has progressed very rapidly, and has 
left little time to those engaged in this class of work to study in 
detail problems presented by questions of economy in capital outlay 
and production. It has, on the other hand, become more and 
more essential to scrutinise very closely the process of transformation 
of energy from coal to electricity, with the object of reducing fuel 
consumption and lowering the price at which the electrical energy 
can be supplied to consumers. 

Dr Klingenberg's book, entitled " Bau grosser Elektrizitatswerke," 
contains so many important and new points on the above problems 
in economy that its English version, as presented herewith without 
additions or curtailment, will not fail to reach the wider circle of 
engineers for whom it was prepared. The original was the outcome 
of a lecture and several of the author's publications. Two important 
works are fully described ; this was done in order to illustrate how 
the principles evolved in the first chapter are carried out in practice. 

The comparison of coal transport as against transmission of 
electrical energy given in the second chapter will be of special interest 
to the many who are now confronted with questions of locality. The 
following chapter, on the other hand, illustrates the effect of the utility 
factor on the economy, and shows how the power station losses may 
be separated in order to obtain proper balances for heat and running 
costs. 
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INTRODUCTION 



I. Policy in Electricity Supply. — The growth in the public 
importance of electricity supply has brought about a considerable 
change in opinion as to the basis on which electricity should be 
produced and distributed. Whilst only in some countries there is 
an increasing demand for agricultural purposes, and farmers have 
become accustomed to regard electricity supply as essential to meet 
the difficulties of scarcity of labour, there is no divergency of opinion 
or experience as to the uses of electricity for industrial purposes. 
Consumers generally have little difficulty nowadays in realising the 
advantages of an external supply of electricity. They are glad to 
be relieved from responsibility and capital expenditure on generating 
plant of their own. To them it is a decided inconvenience to attend to 
the generation of power, the operation of boilers and steam engines, the 
buying of fuel, etc., wherefore a reliable supply is a recognised boon. 

As ideas of this kind took root, the methods for the generation 
of power advanced rapidly towards centralisation. In some countries 
the development has been more rapid than in others. Very often 
satisfactory growth has been hampered by legislation. Enterprising 
private supply concerns found it difficult, if not impossible, to come to 
satisfactory agreements with municipalities. The latter enjoyed a 
monopoly inside their boundaries, and used the same to the disadvantage 
of the consumer. The question of cheapening the production costs was 
not always of primary importance to them ; they felt secure with 
the high prices the consumer had to pay. On the other hand, the 
policy they had pursued made it impossible for them to offer special 
inducements to industrial concerns to settle in their area of supply, and 
many branches of the industry preferred a locality served by a supply 
company, with whom more business-like transactions for the supply 
of power were possible. In order to safeguard the sound development 
of centralised generation and universal distribution of electrical 
energy, legislative facilities must be provided to enable municipalities 
and companies to link up their systems on reasonable terms. Although 
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greater facilities in this direction would be welcome, there still remain 
disadvantages arising from the manner in which a municipal under- 
taking is generally controlled. It seems impossible for a municipality 
to manage its electricity supply undertaking on any but political lines. 
The engineer or expert may be allowed to express his opinions on 
engineering or economical questions, but the committee's decisions 
are largely governed by the policy of the party to which its members 
happen to belong. 

The management of a company presents an entirely different 
picture. Here experts both in engineering and in business and finance 
stand at the head ; they have entire control, their decisions are 
influenced by the interests of the concern only, they can organise and 
renew their staff according to the ability of the individual, they are in 
close touch with industrial developments, Engineering and economical 
improvements do not escape their notice. 

The question of staff has become one of the most important 
factors in an undertaking since the industrial power load has gained 
such prominence. Those in responsible positions must possess very 
special qualifications to be able to show satisfactory results. Not only 
must generating and running costs be reduced to a minimum, which 
means that an intimate knowledge is required of every process involved, 
from the storage and burning of coal to the distribution and metering 
of energy, but difficult problems in economy have to be solved, such as 
are characterised by the fact that energy from the same plant may be 
sold at sixpence with a loss to one consumer, and at the tenth part 
of this amount with a profit to another consumer. 

Under municipal control there is not that incentive to attain the 
highest possible economy as with a company ; there is often a lack of 
keenness and business ability when canvassing for new consumers, the 
responsibilities of management are not centralised, questions of finance 
are complicated, and the facilities of a private company for raising or 
controlling capital are not available. 

These are facts which no one can seriously dispute, and the public 
is confronted with the question whether it is preferable to allow private 
industrial concerns to take control of the supply business (on the 
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strength of provisional orders or by way of concessions or lease), or 
whether a joint undertaking between company and authority offers the 
best solution. 

In the author 8 opinion comparatively little importance attaches 
to this question. What concerns a municipal or other authority in the 
first instance is that energy is available for consumers at rates and on 
terms which are not less favourable than those of works under the 
very best management, and furthermore, that certain financial 
advantages are derived by which all ratepayers may benefit — all 
other questions are of a secondary nature to these. It seems, there- 
fore, that the privileges and main objects of a municipality as regards 
electricity supply can be safeguarded equally well by joint ownership 
or by entire transfer of legal rights. 

Such considerations as these do not, however, reflect a sufficiently 
broad policy : they lead no further than to a temporary solution of 
present-day problems. Looking beyond the immediate future, it seems 
that in order to exhaust all possible economical advantages, limitations 
of areas by municipal borough or even county boundaries must 
disappear. Most existing power stations should not be extended, and 
the production of energy should be confined to very large power 
stations in the best situations, and all joined together by high-tension 
mains from which both existing and future undertakings could draw 
their supply. This programme is far reaching both from an engineering 
and an economical aspect. The author developed it for the first time 
in 1912 at the annual meeting: of the Verbandes Deutscher Elektro- 
techniker. The industrial development of electric power stations still 
lies in the future, and one can therefore well imagine that the project 
outlined will assume the magnitude and economical importance, for 
instance, of the combined railways of a country. What immediately 
becomes evident when following this line of thought is that any general 
scheme of this order cannot be carried out without State support. The 
method of procedure will soon be found when once the general public 
grasps the soundness of the idea, even should the State find reasons for 
withholding financial support. The development towards this end must 
be gradual, but now is the time for legislation and preparatory work. 



xii INTRODUCTION 

The economist cannot avoid conviction on the urgency of improve- 
ments in electricity production when comparing generating costs for 
small power stations with those of large stations, and transmission 
costs with coal freight. According to Dettmar, the installed capacity 
in public electric power stations in Germany amounted to 1,500,000 kw., 
and the energy developed in 1911 was 1,600 million kw. -hours. 
Assuming the capital expenditure on existing power stations (without 
network) to have been at the rate of £25 to £30 per kw., then a 
sum of £30,000,000 would represent the possible saving in capital 
expenditure on large power stations built at a cost of £8 per kw. 
As there is not much difference between transmission costs and coal 
freight these need not be taken into consideration. A comparison of 
present working costs with possible costs will therefore convey an 
approximate idea of the saving in this direction. Taking the same 
example, viz., Germany, one may say that the average working costs, 
including interest and amortization of the existing stations, is at least 
•6d. to 7d. per kw.-hour, which is equivalent to an annual expenditure 
of £4,500,000. According to the author's calculations this amount 
would be reduced to £2,000,000, so that a saving of more than 
£2,500,000 could be effected every year. These are large figures ; they 
are, however, small now in comparison to what they will be when an 
appreciable industrial supply sets in. 

The following indicates the direction in which legislation should 
move in order to develop the suggested programme : — 

1. The formation of large electrical undertakings for the erection 
of power stations on a very large scale and in the best situations. 
The State to participate, but the form of a company should be 
maintained for reasons already explained, even should the State find 
the necessary capital. Operation by the State is not desirable; it 
does not possess the necessary organisation, and should avail itself 
of experience gained elsewhere. 

2. The undertaking shall be obliged to supply electrical energy 
on certain terms to existing or new undertakings within its 
authorised area. 

3. Wayleaves shall be granted to these undertakings (powers 
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of expropriation). Compensation claims for transmission lines shall 
be determined. 

4. The amount of energy to be generated in existing power 
stations shall be limited to their present capacity or to the capacity 
at the time the general supply is available. All further demands to 
be taken from the large undertakings. 

At first sight this restriction seems to be a hardship, but in reality 
it is of no consequence, because the smaller undertakings would be 
able to obtain energy from the large works at rates which are below 
their own working costs. The generators in existing power stations 
will therefore either be stopped altogether and the whole of the energy 
required will be taken from the large undertaking, or a certain amount 
of plant will remain in commission, the surplus energy beyond this 
being obtained from the larger power station. Which of the two 
methods is adopted depends on whether the saving derived by 
purchasing energy is smaller or greater than the interest and deprecia- 
tion of the existing plant. Should the savings be smaller, then the 
plant will be kept in commission until it in entirely written off. 

5. Existing concerns shall participate in the surplus revenue 
of the large undertakings at the rate of the amount of energy they 
have purchased. 

6. Regulations shall be drawn up with regard to linking up the 
undertakings. The engineering terms should be standardised ; the 
main pressure, periodicity, limits of regulation, etc., must be uniform 
throughout, the network must be laid out on a uniform basis, providing 
facilities for linking up, balancing the load, and localising faults. 
The use of spare plant, etc., must be determined. 

7. The maximum rates for the sale of energy for lighting and 
small power shall be determined. 

8. Energy shall be supplied to the industry on terms allowing 
transmission costs, and a reasonable commission to existing under- 
takings (energy may be supplied direct if necessary, after having 
agreed upon the commission). 

Should the State not desire, or find it impossible, to form such 
undertakings itself, then the existing concerns, whether under company 
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or municipal control, should have power to take financial shares in 
the largfe undertakings. The idea would be that the capital which 
becomes available, when their own power stations are not further 
developed, is used for participation in the large undertakings. 

There are two ways of satisfying any claims the State may put 
forward : one is by determining the right of taking over the undertaking 
(an agreement to this effect should not hamper the development of 
the undertaking) after a certain period (forty years) ; secondly, the 
State might participate in the revenue. This could, for instance, be 
arranged by deciding on a standard method of preparing the balance- 
sheet, and distributing any revenue above 7 per cent., to the extent 
of one-third to consumers, one-third to the State, and one-third to 
the company. The latter should participate in this surplus in 
order to give the management an incentive to develop the undertaking 
on the most economical lines. 

II. Engineering Development. — The more extensive use of 
electrical energy in industrial works has induced a greater economy 
in the generation of power. ^ That in this direction considerable 
improvements are still possible, is clearly shown by the well-known 
method of separating capital costs into constant and variable costs, 
and by the recent method of dividing losses into fixed losses and 
variable losses. Means for reducing capital expenditure are, more 
efficient use of materials, reduction in weights (but not at the cost 
of reliability), smaller buildings, and reduction of areas covered by 
buildings. Salaries and wages are reduced by automatic operation 
(coal haulage and ash removal), stoking, feed water regulation, devices 
for cleaning and automatic switching. The constant losses are 
reduced by reducing cooling surfaces, power for auxiliaries (condensing 
plant), iron losses, etc. 

A very large number of improvements have been introduced 
in the last few years. Some of those taken alone do not affect the 
operation to any great extent. The combined result has, however, 
entirely remodelled the power station, the appearance of which is 
to-day totally different from what it was even a few years ago. 

Whether any radical change may be expected in the immediate 
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future, and which part of the plant will be affected, it is difficult to 
say. Tests and calculations made with the Bonecourt system of 
surface combustion in connection with steam production for power 
station purposes have not yet warranted its general adoption, although 
high efficiency and low capital cost seem to be its characteristic 
features. There is certainly a tendency to obtain more out of coal 
than hitherto, and to extract by-products before raising steam or to 
use waste gases for combustion in boilers. Developments in this 
direction may be expected, and economical advantages are probable for 
large power stations working with a very high utility factor, or in power 
stations where plant can be run at a high load factor. The methods by 
means of which a higher economy is ensured in the transformation of 
energy from coal to electricity are briefly the following : — 

Coal stored outside boiler houses. Coal bunkers in boiler houses 
should be done away with or reduced as much as possible. Unin- 
terrupted movement of coal right into the fire instead of intermediate 
storage and transport at intervals. Automatic stoking in place of 
stoking by hand. Boilers and economisers should be built together ; 
the latter should be of wrought iron instead of cast iron, in order to 
keep capital expenditure low and reduce the cooling surfaces. One 
economiser for each boiler instead of combined economisers. Separate 
chimneys instead of a common chimney. Iron chimneys take the 
place of brick chimneys. Artificial draught (most frequently ejector 
draught) instead of natural draught. Resistance inside boilers and 
economisers should be reduced as much as possible in order to obtain 
a large output for natural draught, and to reduce the consumption of 
energy through running fans as much as possible. A larger average 
evaporation in boilers without increasing the maximum evaporation 
where the gases are hottest. A high super-heat, with automatic 
temperature regulation and automatic feed water supply. Reduction 
of water capacity of boilers in conjunction with rapid fire and draught 
regulation. Large increase in steam speed in pipes, and the reduction 
in length of pipes between boilers and prime movers. Reduction in 
pipe resistance by reducing the number of valves (slide, rather than 
screw-down valves). Improvements in boiler and pipework lagging 
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(packed flanges). Steam turbines and generators of larger capacities 
at normal speeds. Greater overload capacities for short periods. 
Modifications in mechanical design, and insulation to withstand short 
circuits and pressure surges. In the condensing plant the highest 
vacuum should be obtained for the least possible consumption in 
auxiliaries. Removal of air in feed water. Syphon action for cooling 
water pumps, short path for cooling water, and large sections for the 
canals and pipes. Steam driven auxiliaries for the condensing plant to 
ensure greater reliability. 

Evidence of sound developments in the last few years is also 
found in switch plant. The uniform factor of safety and standard 
forms of insulators for all parts. Large spacing between conductors, 
cable terminals with protective devices, etc., bus-bars and switchgear on 
separate floors. Danger of oil fires eliminated by placing transformers 
and switches in separate compartments. Danger from burning oil is 
eliminated by using closed pipes. A serious effort is also being made 
towards better arrangements for switching, by improving and re-design- 
ing switches (specially for large capacities and overhead lines). The 
unrelinquished study of pressure surges has already produced arrange- 
ments for reducing the danger. Modifications in switchgear will 
follow in this direction in the next few years (resistance switching is 
being reintroduced). 

Greater distances and larger outputs have led to the introduc- 
tion of larger line pressures, with the unexpected result of greater 
reliability. Further improvements are aimed at by increasing distances 
between supports, by introducing devices for the protection of birds, 
and the protection against atmospheric discharges. 

A large amount of attention is also given to means for showing 
up high-tension conductors in order to remove the danger to aerial 
navigation. 

. A great deal still remains to be done to improve the outward 
appearance of power stations and transformer substations. The 
architect of these buildings should not attempt to hide the purpose for 
which they are intended ; on the other hand, they should be adapted in 
appearance to the locality as nmch as possible. 
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CHAPTER I. 

PRINCIPLES FOR THE CONSTRUCTION OF LARGE 

ELECTRIC POWER STATIONS. 

The load conditions in public electricity works can be determined in 
advance with fair accuracy, since they are dependent on the nature of 
the supply to consumers. Similarly, the change of load from one 
«tage to another is known beforehand ; it may be seen from the load 
curve, in which there is not very much difference from day to day. 
The shape of the curve is influenced by the nature of the consumption 
and by the time of year ; generally for similar periods during 
consecutive years the curves show but insignificant differences. Power 
station engineers have long recognised the fact that important 
economic advantages may be obtained by altering the shape of the 
curve, and by introducing ingenious tariffs they have sought to flatten 
the peaks. The Upper Silesia Electricity Works (Agthe Tariff) have 
led the way as pioneers in this respect. The economic advantages 
secured by altering the curve are greater than those obtainable by any 
other technical means ; they should be given special attention on this 
account. The calculations contained in this book give an idea to what 
extent improvements are possible. 

In cases where the consumption curve is regarded as fixed, power 
station engineers still have the choice of various combinations for 
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generating the energy required ; they can employ different machines 
and boilers at different times, and can vary the distribution of the 
load among the generating sets as desired, within wide limits. Thus 
the possible combinations of plant in the power station seem almost 
unlimited and can be varied for every stage of the load ; one of these 
combinations must give the best results from an economical point of 
view, i.e.y for every condition of the load there must be a certain 
grouping of plant, and a certain distribution of the load which entails 
the lowest working costs. Considerations of this kind result in a 
definite programme for operating the power station, and if this is 
followed, the efficiency will always be a maximum and will vary 
only according to the load. 

In practice it is, however, not always possible to adapt the plant 
to the most satisfactory combination for each change of load. With 
sudden and temporary load fluctuations — traction work, for example — 
no attempt can be made to alter the plant in commission, although the 
change in load could be dealt with more economically by a different 
grouping of the plants. One naturally prefers to obtain the energy 
rushes from the plant that happens to be in operation, and to subject 
it to temporary overloads of short duration, because through starting 
up and shutting down plant, greater thermal losses are caused than by 
leaving the plant unchanged when the temporary fluctuations come 
on, although the combination of plant may not be the most economical. 
There are, however, exceptional conditions which need not be dealt 
with here — we are concerned with fundamental principles only. 



L FUNDAMENTAL TERMS. 

a. Total Connections, Hours of Full Use, Load Factor, 
Diversity Factor, Utility Factor, Running Factor. 

The definitions of the terms used are : — 



1. Total connections = capacity in kw. of all plant supplied with 
energy from a power station. 
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2. Hours of full use of power station = ratio of kw. -hours per 
annum supplied to feeders, to peak load of power station in kw.^ 

3. Load factor referred to power station = ratio of kw. -hours per 
annum generated, to highest peak load of power station in kw. x 8760 
= ratio of average load generated, to peak load of power station.^ 

4. Load factor referred to consumer. 

a. Ratio of kw. -hours sold per annum, to peak load on feeder 
X 8760 = ratio of average load sold, to peak load on 
feeder. 

6. Ratio of kw. -hours sold per annum, to consumers' installed 
capacity X 8760 = ratio of average load sold, to con- 
sumers' installed capacity.*^ 

5. Diversity factor = ratio of peak load on feeders, to sum of 
consumers' or groups of consumers' maximum demands. 

6. Utility factor of power station = ratio of kw. -hours generated 
per annum, to capacity of plant installed in power station x 8760 = ratio 
of average load generated, to installed capacity.^ 

The utility factor is determined by the load factor and the avail- 
able standby plant. It is reduced each time an extension is made, 
and will become equal to the load factor when the whole of the 
installed plant is made use of and no spare plant is left. 

7. Running factor * = ratio of sum of hours per annum during 

^ Either the term under 2, or that under 3, will suffice to characterise load condi- 
tions. In England one generally uses load factor, whilst in Germany it has become 
customary to calculate with the hours of full use. 

^ ' In order to avoid errors, a careful distinction must be made between a and b ; the 
former expresses the consumers' load factor based on the maximum load of feeders, 
whilst the latter is based on installed capacity. 

^ It is found desirable to introduce this term because it defines conditions which it 
is essential to take into consideration in calculations of efficiency. The term should not 
be confused with the ratio of the peak load on a power station to the installed capacity 
with or without standby plant. 

* The running factor is a new and useful term for calculations of economy, because it 
helps to increase the degree of accuracy. The running factor can always be obtained from 
power station statistics where the hours of running of every machine are recorded. In the 
case of new schemes, one can determine the running factor from the diagram showing the 
demand. Its value is largely affected by the number of sets that have to be running 
simultaneously at the time of peak loads. As generally at least one of the largest sets is 
a standby, the running factor will be reduced accordingly. With only two sets in a 
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which the plant was running, to the possible maximum ; the latter is 
obtained by multiplying the number of sets installed by 8,760. 



b. Characteristic Consumption Curves. 

Figs. Lv to If are a few characteristic daily load curves for existing 
power stations ; they show the influence of the predominating forms of 
consumption on the load. 
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Fig. 1a. — Winter Curve of a small town (Wolfen- 
btittel), Lighting Load predominating, small 
Motor Load, no Industrial Load. 
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Fig. 1b. — Autumn Curve of an agricultural over- 
land transmission station (Birnbaum, Meseritz, 
Schwerin), Agricultural Motors and Lighting. 



Any special conditions of the load must be taken into consideration 
when designing the station in order to obtain the best economy. The 
following points must also be 
borne in mind : — 
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Fig. Ic. — Winter Curve of a small town with an 
Industrial Load (Lahr). 
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Fig. Id. — Winter Curve of a large industrial 
district (Upper Silesia Electricity Works), 
Industrial Load predominating, compara- 
tively small Lighting Load. 



The total annual costs consist partly of cash payments and partly 
of indirect expenses. 

power station the running factor will, therefore, be 0*5 under these conditions ; where 
there are three sets the running factor will be above 0*33, but lower than 0*67, with 
four sets it is above 0*25 and below 75 ; furthermore the running factor can never be 
below the load factor. 
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* 

The former include the expenditure on fuel, coal, oil, waste, etc., 
staff, repairs, insurance, penalties, etc. 

c. Thermal Characteristic. 

The greater part of the thermal characteristic represents fuel 
consumption. To what extent this consumption depends on the load 
factor may be ascertained from the fuel or thermal characteristic of 
the power station. 

As explained at length further on, the fuel consumption, according 
to station load, moves approximately along a straight line within the 
limits of load existing in a certain power station. This line cuts the 
ordinate axis at a point representing the fuel consumption necessary 
for keeping the station running on no-load and therefore for supplying 
the constant part of the energy losses. 

d. Economic Characteristic. 

Similarly, the expenses for oil, waste, etc., and up to a certain 
point, the staff expenses, are dependent on the load on the station. A 
proportion of the repair costs are likewise constant and independent 
of the load, the remaining part being proportional to the latter. The 
total cash payments can thus be separated into a constant part and a 
part proportional to the load, and, therefore, to the hours of full use or 
the load factor. 

The indirect expenses consist of the amount allowed for deprecia- 
tion of the plant and the sum required for providing the interest and 
amortisation on the capital expenditure. 

The amounts to be written off are as a rule definitely determined 
in advance according to the probable life of the different parts of the 
plant. 

It would be more correct to write off larger sums on account 
of those parts subjected to considerable stresses and to determine 
them on the actual hours of use or on the load factor. Frequently 
a system is adopted of writing off an average amount on the entire 
plant including the network, and not on separate parts of the under- 
taking. In consideration of the high second-hand value of the supply 
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mains a sum of from 3 to 4 per cent, is regarded as ample under 
normal conditions. 

The sums required for interest and amortisation on capital ex- 
penditure are -classed with the constant costs, so that all indirect costs 
are a constant sum which is independent of the load on the station. 

If the curve for the total working costs and that for the load 
are combined an approximately 
straight line is obtained, and 
this represents the economic 
characteristic of the power 
station. It cuts the ordinate 
axis at a point for costs which 
is independent of the load. 
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Fig. Ie.— Maximum Winter Curve and Minimum 
Summer Curve (Sunday) of a large city 
(Konigsberg), without Tramway Load, Light- 
ing Load predominating, small Motor Load, 
no Industrial Load. 



Fig. If. — Winter and Summer Curves of a large 
city (Berlin), heavy Lighting Load, Industrial 
Load, heavy Tramway Load. 



When the daily load curve is known, that for working costs 
can be plotted with the assistance of the economic characteristic ; the 
area of the working costs diagram gives the generating costs for 
the day in question (Fig. 2). 

The generating costs per annum are obtained in Fig. 3 by 
combining the economic characteristic with the annual load curve. 
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Fig. 2.— EooDomio Characlerirtics and Daily Working ContB. 



Fig. 3.— Addu«1 Cost*. 
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The latter is obtained from the daily load curves by taking each 
separate load stage as a function of that number of hours per annum 
applying to the particular stage. In designing new stations, this 
curve can be obtained in a simple manner from the estimated 
consumption, and the hours of full use at the same time, taking the 
diversity factor in consideration. 

The smaller the utility factor is, the greater will be the influence 
of the constant costs, whereas the full load efficiency of parts of the 
plant, which is frequently regarded as an important criterion for 
the quality of the latter, only influences the generating costs to a 
slight degree. 

In order to obtain high economic results in a power station, care 
must therefore be taken that each of the three factors — capital expendi- 
ture, constant working losses, and operating costs — is reduced to a 
minimum, more especially so in cases where the utility factor is low. 

Economy in capital expenditure should, of course, be aimed at 
only by way of design and arrangement of the plant, but not at the 
cost of quality or reliability.^ 

2. ENGINE ROOM. 

a. Selection of Generating Sets. 

The advent of the steam turbine has forced the design of power 
stations along new paths, and has reduced the generating costs to 
values formerly unheard of. This result is not due to the higher 
economy of the steam turbine (the steam consumption of well-designed 
steam engines on full load, at all events, is not inferior to that of 
steam turbines) ; it is due solely to the great reduction in the constant 
parts of the costs. The steam turbine is not only appreciably cheaper 
in itself than a steam engine for the same output, but large units 
are simpler and easier to construct. Whereas, formerly, stationary 

^ The most promising lines on which to work seems to be to generate the constant 
part of the load with plant working as economically as possible, whilst the variable part 
is obtained from plant involving low capital expenditure. A combination of gas engines 
or Diesel engines with steam turbines, or of water-power plant with steam stations, 
may be recommended in some cases on these grounds. 
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steam engines with outputs of 5,000 to 6,000 H.P. (as for example 
those in the Berlin Electricity Works) were looked upon as the largest 
of the kind, 10,000 H.P. steam turbines are to-day a standard size, 
and output in single sets of 25,000 to 30,000 H.P. are by no means 
uncommon. The manufacturing costs for these generating sets have 
at the same time fallen to less than half the figures for the old type 
of plant. A further appreciable reduction in the installation costs is 
obtained from the small space required and the possibility of being 
able to erect very large sets. 

Another important point is the fact that the constant losses in 
turbo-generators are less than those for steam engines and their 
generators, a circumstance which leads to the employment of larger 
units, since the difference in the average economy of large and small 
units is less than in the case of steam engines. Finally, stress must 
be . laid upon the great reliability in operation and the lower costs for 
attendance, oil and waste. A numerical comparison can be dispensed 
with here, in view of the number of comparisons of a similar nature 
that have been made elsewhere. What seems more important is to 
discuss other improvements which can be eflFected in new turbine 
installations. 

b. Steam Pressure, Temperature, Speed. 

Standard steam pressures and temperatures are to-day 170 to 200 
lbs. per square inch and 570° to 620** F. including superheat. A 
higher temperature at the turbines is not desirable at present on 
account of the boilers. 

Higher steam pressures would not afford any advantages, since 
the greater part of the energy is obtained from the low pressure 
portion of the steam curve, and difficulties would arise the removal 
of which would in no wise be proportional to the gain secured. 

The direction in which an advantage can be gained from an 
economic point of view is an increase in capacity at the normal speeds 
(3,000, 1,500, 1,000). The difficulties which are certainly encountered 
here lie less in the turbine than in the generator in which the dissipa- 
tion of heat is limited by the comparatively small cooling surface. 
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Improvements in ventilating devices call for special attention on this 
account ; they will, no doubt, lead to higher outputs from standard sets. 

A low final pressure at which the steam exhausts is essential 
for high economy; this is limited by the temperature and quantity 
of the available cooling water. The question of size of condenser 
must, therefore, be investigated with particular care w^hen the water 
temperature is relatively high ; the power required for pumping the 
Cooling water is also of importance in this connection. Comparative 
calculations frequently show that the employment of larger quantities 
of water is more economical than the installation of large condensers. 

The question as to which type of turbine should be given 
preference cannot be gone into here. 

Assuming each type to have the same reliability in operation, 
the same life, and to occupy the same space, then the decision will 
depend upon price and steam consumption. These figures, however, 
vary in a certain inverse ratio to one another : the greater the number 
of turbine wheels, up to a certain limit, and the larger the condenser, 
the lower will be the steam consumption, and the higher the price 
of the plant. 

The most suitable type must, therefore, be determined by con- 
sidering the average annual load and the cost of fuel. Where cheap fuel 
is available (as, for example, in brown coal power stations), and where 
a low load factor prevails, a cheap type should receive preference, 
whereas expensive coal and the high load factor call for a low steam 
consumption, and therefore for more expensive plant. 

c. Generators. 

The possibility of eujploying bar windings should determine 
the pressure at which generators supply current ; thus alone are sim- 
plicity in design and reliability in operation secured. That part of 
the plant which is exposed to great danger, i.e., high-tension wind- 
ings, should be provided for in separate apparatus. Wire-wound 
generators for 10,000 and 15,000 volts have been constructed, but 
they cannot be recommended, particularly in connection with overhead 
transmission lines. 
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The principal disadvantage of these high-tension generators is 
that in the event of frequency or pressure surges, stresses are set up 
between adjacent turns which exceed normal values many times and 
may cause the insulation to break down, more particularly so, because 
the insulation between turns is much less than that to earth. This 
danger does not exist with bar windings, the insulation of which 
is the same between bars as to iron. Transformers, on the other 
hand, are more easily protected against the effect of pressure surges 
than the high-tension windings of generators, furthermore the windings 
of the former can be renewed more rapidly at a lower cost. 

Whether it is preferable to connect transformers direct to 
generators or to feeders, depends upon the nature of the consumption. 
It should be remembered, in this connection, that a part of the 
capital invested in extra transformers is regained, as the capacity 
of generators with bar windings is appreciably higher than that of 
generators with wire windings ; an increase in the constant losses 
must, however, be allowed for, it is true, on account of the increased 
magnetisation. If the transformers are treated as a part of the 
generators and are switched in and out with the latter, a portion 
of these losses will be compensated by the lower copper losses in the 
generators. 

Every effort is no doubt being made to obtain the greatest 
possible output from the material available in view of the keen 
competition between manufacturers. There is nothing to say against 
this effect of rivalry so long as it has no adverse effect upon re- 
liability in operation. The objection frequently put forward that 
the characteristic of the generator will be impaired by the high 
stress on the iron and copper is not tenable, as the reactance in the 
circuit is frequently increased artificially at the present day in order 
to reduce the effect of short circuits. Satisfactory regulation can 
be obtained with a rapidly falling characteristic by means of quick- 
acting regulators which are necessary in circuits with heavy and 
sudden load fluctuations. 
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d. Overload Capacity. 

It is advisable here to refer to the term, overload capacity, 
which has a different meaning according to English and German 
practice. In English specifications the plant is often required to 
give an overload continuously, whereas, according to German practice, 
the maximum continuous output thus obtained is the normal output. 
It has furthermore been standardised in Germany to specify an over- 
load capacity of the plant from a cold condition. This, of course^ 
produces no' technical advantages in the operation of the set, as the 
temperature rise at normal load is greater and, moreover, leads to 
an incorrect relation between the capacity of the steam portion of the 
plant and that of the generator. From an operation point of view 
that peak load only is of interest which is obtainable from the plant 
for a certain short period, following a lengthy run at normal load. 

The steam portion of the plant must, of course, be capable of 
giving this overload continuously, so that in reality one obtains a 
generating set with a capacity for the steam plant which is only 
temporarily obtainable from the generator. 

The overload requirements are sometimes met by allowing live 
steam to enter the low-pressure part of the turbine. This measure 
enables a comparatively small turbine to be selected at the expense 
of worse steam consumption. For this reason it recommends itself 
for plants with a low load factor, or for which cheap fuel is available. 

e. Size of the Generating Sets. 

The size of generating sets is, of course, determined principally 
by the estimated consumption. A frequent experience is that, as 
the result of excessive caution, the generating sets installed are 
too small. 

First and foremost the future development must be borne in mind, 
and must be given very careful consideration, when the first lay-out 
is decided upon. In any case the probable profits should be determined 
for future extensions as w^ell as for the present lay-out. One will 
thereby find out to what extent the utility factor can be reduced. 
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particularly for concerns for which a rapid increase in connections is 
anticipated. 

A modest amount of profits in the initial stages is often rewarded 
by better results after a very short time. 

An exhaustive calculation is also necessary in order to determine 
whether a special small generating set for dealing with light loads 
should be installed. This provision is greatly favoured at the present 
day with the idea of effecting economies. A comparative calculation 
prepared with proper care will, how'ever, generally show that the 
additional interest and depreciation exceed any economy that may be 
secured in the operation of the smaller plant. 

The desire to reduce capital expenditure leads to the installation 
of machines of the largest size, The price per kw. is not appreciably 
reduced for sets exceeding 5,000 kw., but a saving can be effected 
in the space occupied and in the cost of the engine room and the 
auxiliary equipment. 

Large sets on the one hand have a lower steam consumption at 
heavy loads and entail lower costs for attendance, whereas on the 
other hand a larger number of smaller sets can be better adapted to 
load fluctuations. The ultimate decision, therefore, depends upon 
the load factor and the shape of the load curve, and careful calculations, 
based, on the steam consumption characteristic, should be made 
beforehand. 

/ Steam Consumption Characteristic. 

The total steam consumption within the limits of load may be 
represented approximately by a straight line, which cuts the ordinate 
axis at a value under the actual no-load consumption when steam 
turbines are used. 

The steam consumption Q may thus be represented with sufficient 
accuracy by the formula Q = a + 6 x L, where a is the constant part 
of the steam consumption, b the specific load consumption, and L the 
load. The importance of the value a for high economy will be the 
greater the smaller the load factor is. 

Fig. 4 shows the steam consumption per annum derived from 
the load curve and the steam consumption characteristic. 
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Power stations for the supply of two forms, of electric energy, 
three-phase and continuous current, are, as a rule, so arranged that 
different generating sets are employed exclusively for either one or 
the other fonn of energy ; further, at least one generating set is 
designed as a double set, so that both forma of energy can be taken 
from it simultaneously. This set serves as a common reserve, and 
can 1)0 used for taking up the supply at light load. This scheme is 
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generally wrong, although, unfortunately, it is frequently adopted. 
It is unquestionably preferable to generate one form of energy only, 
and to obtain the second from the first by conversion. It is true that 
for a large portion of the supply, the converter losses, by no means 
inappreciable, have to be provided. 

But these losses are generally more than compensated by the 
greater efficiency and economy of the larger generating sets that can 
be employed. In the first place, a smaller number of large generating 
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sets is required, and one need not run more sets than may be required 
to cover the total consumption. One can therefore select the most 
suitable sets for the purpose. With the customary arrangement, on 
the other hand, it is necessary to run as many generating sets of each 
category as may be required to cover the maximum demand of each 
system. The converter losses may then be compensated by the steam 
economy due to the more favourable load distribution with large 
generating sets. Calculations made for given instances, taking the 
running factor in consideration, prove the economic advantage of the 
arrangement suggested. 

g. Excitation Energy. 

According to the fundamental principles laid down in the begin- 
ning, the efficiency of the generators should not be highest at the 
maximum load, but at the actual average load;* the energy for 
excitation and the iron losses both being constant losses are of all- 
important influence in this connection. 

The arrangements for generating the excitation energy are thus 
of great importance. According to American practice, special steam 
sets are frequently provided for the purpose in large power stations, 
which at the same time supply the energy for other auxiliary services. 

The question of reliability in operation is given great prominence 
by American engineers. It is unquestionably preferable, however, in 
the interest of reliability, to couple the exciters directly to the main 
sets. If, on the other hand, economy is regarded as the more im- 
portant point, the capital expenditure must also be looked into. It 
will then be found that the latter depends on the speed of the main 
sets, and that for high-speed sets (steam turbines) direct coupling is 
preferable. In power stations containing slow-speed sets, particularly 
when water power is used, it is European practice to obtain the 
excitation energy by conversion, a batterj^' serving as a reserve. 

^ The exceptions are low-pressure water-power plants without storage, where the 
water flows away unused at light loads. 

For water-power plants with high-pressure storage, the same point of view applies 
as in the case of steam plants. 
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h. Auxiliary Machinery. 

The plant included under this heading, of which air, cooling 
water, and feed pumps are the most important, calls for very careful 
thought. The energy consumption for condensers is to a great extent 
independent of the load, and should therefore be added to the constant 
losses, the costs of which must be reduced as far as possible. 

The cheapest method of driving auxiliary machinery is, un- 
doubtedly, to take the energy required from the main sets, as it 
represents a load on the latter, the steam or coal consumption of 
which is extremely low. 

i. Electrically-Driven Auxiliary Machinery. 

In the case of power stations containing steam turbines the above 
argument as regards cost naturally leads to electric driving of 
auxiliary plant ; the energy is then taken from the bus-bars of the 
station, an arrangement against which no objections exist as long as 
an uninterrupted supply is ensured, and provided different forms of 
energy are generated simultaneously (combined continuous current and 
three-phase stations or special batteries). When, however, only one 
form of energy is available, the auxiliary machinery is in danger of 
being brought to a standstill under heavy pressure fluctuations, and 
considerable time elapses before the station can be started up again. 
In some English stations this disadvantage is supposed to be over- 
come by obtaining energy for auxiliary machinery through separate 
transformers direct from the terminals of the generators (see Fig. 5). 
The advantage secured is that the auxiliary machinery starts up again 
with the corresponding generating set when the generator is excited. 
With this arrangement electric coupling takes the place of mechanical 
coupling, and its reliability is still dependent upon faults or pressure 
fluctuations at the bus- bars. The sole advantage secured is, that it 
takes less time to put the plant in commission, and that sections of 
the auxiliary plant are independent of one another. 

In small generating stations, the drawbacks appertaining to the 
electric driving of auxiliary machinery for condensers can be overcome 
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in the case of an emergency by the installation of main exhaust valves 
and atmospheric exhaust pipes for the turbines. This arrangement 
does not, however, commend itself for medium size stations because 
the boiler plant is not capable of giving the increased quantity (100 
to 120 per cent, more) even temporarily when running non-condensing ; 
in large stations the idea is altogether impossible. 

The majority of station engineers rightly prefer greater reliability 
in operation to higher economy ; 
from this point of view the auxiliary 
plant should be driven from in- 
dependent sources of energy. In 
America, even comparatively un- 
important drives, such as the move- 
ment of the grate, are frequently 
obtained from special small steam 
engines. Other auxiliary machinery 
is driven electrically; but the energy 
is supplied by a separate generat- 
ing set, which is in no way con- 
nected with the other machines. 
In very large generating stations, 
where the total power required for 
auxiliary plant is so great that it can be generated with the same 
economy as that of the main machines, this idea may find justification. 

/-. Steam-Driven Auxiliary Machinery. 

Modern European practice is to introduce steam drive for 
auxiliary machinery on account of reliability in operation, simplicity, 
and rapid setting to work. The question now arises whether it is 
advisable to centralise the whole of the auxiliary machinery. A 
scheme of this nature would involve the installation of air, lift, and 
cooling water pumps, and possibly also of feed pumps, all in one 
group. The size of this plant would be determined solely by the 
requirements of the whole station (allowing for the necessary reserve), 
and not by the size of individual generating sets. The immediate 




Fig. 5. — Diagram of Connections for Electrically - 
driven Ckjndenser Pumps. 

GS= Generator Bus- S = Switches. 

bars. T = Transformer. 

G= Generator. C = Condenser. 

£ = Electric Motor. P = Condenser Pump. 
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effect is a smaller number of auxiliary machines and a more economical 
service. The points against centralisation of this kind are, however, 
the very much more expensive and complicated pipework and the 
more difficult control of the plant; furthermore, the reliability in 
operation would be less. In the end this scheme is therefore not 
practicable unless very special conditions prevail (difficulty in pro- 
curing cooling water, etc.). The final conclusion is in favour of separate 
auxiliary machines for each generating set, all plant for one set being 
installed as close as possible to its set. 

Since central condensation entails too heavy pressure losses, the 
most natural solution is a separate condenser with its own auxiliary 
machinery for each generating set. What remains to be considered 
is whether the auxiliary machinery can be driven by one prime 
mover. Here again every effort must be made to keep the constant 
losses as low as possible. 

There is nothing against a combination of those auxiliary machines 
which must be in operation at the same time, viz., the air pump, the 
lift pump for condensed steam, and the circulating water pump. As 
the quantity of condensed steam (apart from unavoidable losses) is 
equal to the quantity of boiler feed water required, a boiler feed pump 
for each set may be included in such a combination. Each generating 
set would therefore have its own auxiliary set, consisting of an air and 
lift pump, a feed pump, a circulating water pump, and the prime mover. 
In Germany a combination of this extent has not yet been installed. 
Favourable reports, however, have been received on this combination 
of plant in a power station in England. 

The desire to do away with reciprocating masses and valve gear 
in the interests of simplicity, has led to the design of high-speed 
rotary auxiliary machines driven by steam turbines. 

The disadvantage of higher steam consumption is to a great 
extent compensated by the use of the remaining kinetic energy of 
the exhaust steam in the low-pressure stages of the main turbine. 

The dimensions of these rotary sets become so small, that they 
can be erected immediately in front of the condenser without increasing 
the size of the engine room. This position gives the shortest possible 
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'"' \ ^ ^ -jonnections. Further advantages are the possibility of drawing 
- ^^ denser tubes from either end because the pumping set is low 

V ea no obstruction, also supervision from the engine room 

and use of the main travelling crane through openings in the floor 

{see Figs. 6 and 7). 



Fig. <!. —CooliDg water inflow and outflow and cooling air inlet and outlet fur a st«ani 
turbine. The air filter cao be withdrawn. On removal of the air filter the condenBer 
tubes can be drawn out. The closed high. tension compartment fur cables and terminala 
is between the air filter and condnnser. Light for auxiliary machinery comes tbrongli 
openinf; in engine room floor ; the air filt«r is in daylight. 

We will now consider in which direction a further reduction of 
the constant losses of such an installation may be obtained. 

The cooling water pump requires the least amount of energy 
when all joints are perfectly watertight, and the friction losses are 
reduced to a minimum, thus all pipes should be as short and large 
as possible, and the inflow and outflow channels should have a large 
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cross section, so that no appreciable losses in head occur here 
(see Fig. 6). 

All the cooling water pump will have to do is to overcome small 
friction losses within the condenser ; the power it takes is thus reduced 
to the lowest possible value. 

Air and lift pump for condensed steam. — The air pump work 
depends to a great extent upon the quantity of air in the exhaust 
steam ; some of this air may have penetrated through leakages in the 
turbine and condenser, and the pipe connection between them. A 
particularly weak point in this respect is the gland between the steam 
turbine and condenser. By means of a water seal, one can keep 
this joint airtight, a method which is frequently employed at the 
present day. 

Large quantities of air can enter the boiler through the feed 
water. This is undesirable not only on account of the work to be 
done by the air pump, but also on account of corrosion inside the 
boiler, and every care must therefore be taken to prevent the admis- 
sion of air. As the condensed steam leaving the lift pump is 
practically free from air, the latter can only enter the feed water 
on its way from the lift pump to the feed pump. 

With reciprocating feed pumps special attention nmst be given to 
the flow of water, as the irregular suction may create a vacuum, 
which is sufficiently powerful to draw in air through leakages in the 
suction pipe and the pump. If the lift pump is capable of dealing 
with medium head, the condensed steam should first be raised into a 
feed tank with a small exposed water surface, so as to prevent air 
absorption. From here the water would flow with a certain head 
to the feed water pumps, the admission of air being avoided 
thereby. By using high-pressure centrifugal pumps for feeding the 
feed tank can sometimes be dispensed with. When these rotary feed 
pumps are driven by steam turbines, the steam consumption must 
necessarily be high, but this disadvantage is of slight importance 
since most of the heat contained in the exhaust steam from the 
pump turbine can be used for heating the feed water. By coupling 
the feed pump to the turbine driving the air and water pumps, the 
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Fig. T. — Condensing Plant, 
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losses are reduced to a minimum. The pumps and auxiliary turbine 
must be installed with the shortest possible pipe connections in order 
to reduce pressure and thermal losses ; this is a condition which 
it is not difficult to comply with, when adopting the illustrated 
lay-out. 

I, Position of Generating Sets in Engine Room. 

The principal point to be kept in view when determining the 
position of generating sets in the engine room is the effect of the 
proposed lay-out on the building costs. What largely influences these 
costs is the area, dependent to a great extent upon the size of the 
ground to be covered by the building and the span of the iron 
work (roof and travelling crane). 

Three positions have to be considered for generating sets : — 
L Parallel to one another and at right angles to the axis 
of the engine room. 

2. In tandem and parallel to the axis of the engine room. 

3. In two rows in tandem and parallel to the axis of the 

engine room. 

Arrangement 1, with the pumps placed in front of the con- 
densers, is generally the best, since it entails the lowest building 
costs, and affords the following advantages : — 

Attention to the steam turbines and condenser pumps is simplified, 
both being situated at the same side of the engine room. By means 
of a partition in the basement the steam and electrical parts of the 
plant can be separated from one another. The steam pipes can 
be arranged in the basement in a very simple manner ; they are 
approximately the same length for all sets. 

Inlet and outlet channels run in a straight line under the 
floor of the basement quite close to the pumps. The length of 
these channels may, however, be somewhat greater under certain 
conditions than in arrangement 3. Air filters and air ducts for 
the generators can be placed in convenient positions. 

In arrangement 2 two sets are placed with the steam sides 
towards one another in order to simplify the attendance. The 
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pumps can then be installed either in front of the condensers or at 
the side close to the foundation blocks of the turbine. Arrangement 
2 gives a long and narrow engine room. It does not offer particular 
advantages, excepting perhaps in the case of very large sets, and 
may recommend itself in certain cases owing to the space required 
by the boiler house. 

Arrangement 3, with four sets with their steam sides towards 
one another and the pumps in front of the condensers, is exceptional ; 
the economy in space is not greater than in arrangement 1, and 
there are great disadvantages as regards the length of the pipes 
and channels. 



3. BOILER HOUSE. 

a. Boilers and Economisers. 

The design of the boiler house generally presents greater 
difficulties than any other part of the installation. 

When the fundamental principles given in the opening para- 
graphs of this book are accepted, it will be found that very great 
care in the selection of plant to be installed here becomes essential. 
What helps in this connection is that the two requirements, low 
capital expenditure and low losses, are synonymous as regards the 
construction. 

All station engineers attach great importance on obtaining the 
highest possible efficiency in plant in the engine room, while, as a 
rule, an amount of energy is wasted in modern boiler houses on 
which only very vague ideas exist. Here again insufficient atten- 
tion is given to constant losses. In the boiler house the losses 
may also be divided into a constant part which is independent 
of the load, and a variable part which is about proportional to 
the load. 

The constant losses are caused by thermal conduction and 
radiation from the exposed surface of the boiler and in the flues, 
etc. A small part of the heat carried off with the gases in the 
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chimney must also be included, although by far the greater part of 
this heat is dependent on the load, and is therefore included with 
the variable losses. 

The latter losses caused by eddy currents, pressure losses, etc., 
of the waste gases in the flues, must be added, as well as those due 
to imperfect combustion. 

The efficiency of boiler houses is further reduced by the losses 
due to the firing of boilers on starting up. These losses vary with 
the time of the year ; they depend upon the shape of the daily load 
curve, and will be all the greater the more pronounced the daily 
peak, i.e.y the smaller the load factor is. With unity load factor, on 
the other hand, boilers are fired only after having been shut down 
for overhaul and inspection purposes. The coal consumption per 
annum for losses and firing is therefore largely dependent on the load 
factor and the size of boilers. It can be ascertained by calculation, 
with due consideration to the running factor.^ 

As the firing losses are dependent on the total weight, and the 
constant running losses chiefly on the total surface of the boiler, the 
boiler and economiser with their flues, etc., should be designed as 
light as possible and for the smallest amount of space ; thus also one 
will meet the requirements of minimum capital expenditure. 

An increased output should not be obtained by an excessive 
strain on the heating surface. A higher specific output in steam 
should be arrived at solely by improvements in the design and 
dimensions. 

Information for this purpose can be obtained by means of 
a curve (Fig. 8), showing the conditions , prevailing when the 
boiler is at work. The temperature of the gases will be seen to 
drop as they pass through the various parts of the plant; the 

^ The introduction of the running factor for the calculation of boiler economy has 
no important influence on the result, as in the case of generating plant, since the number 
of boilers in large stations is always very much greater than the number of generators. 
The greater the number of boilers, however, the closer will it be possible to get to the 
ideal condition of having none but satisfactory boilers in commission. No great 
mistake is therefore made by neglecting the running factor, the firing losses being 
expressed in the efficiency. This is the basis of the following calculations. 



TEMPERATURE DIAGRAM FOR BOILERS 



25 



temperature of the walls with which the gases come in contact is 
also given. 

The temperatures in the diagram are equal to about normal 
conditions. 

Since the quantity of steam generated per unit of surface is 
dependent on the temperature difference between the gases and the 
surfaces with which they come in contact, the greater portion of 
the steam is produced in the first part of the path of gases, while 

that produced in the latter part falls to very low value. 

If we assume the flues in a boiler to be cut off at 

"a" the remaining part of the boiler would not be 

affected, and the stresses would remain the same. The 

average load would, however, be appreciably greater, and 

the efficiency would fall, as the gases would escape at a 

temperature of 660^ to 760° F. instead of 480° F. In 

consequence of this reduction in size the price of the 

boiler would be reduced. The temperature 

differences between the gas and the water 

in the economiser would be greater, and 

the falling off in boiler efficiency can 
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be counterbalanced by a slightly larger economiser receiving gases 
at a higher temperature and delivering hotter feed water. 

The idea outlined above is to substitute for a comparatively 
large and ineffective part of the boiler a small but effective en- 
largement of the economiser. When ordinary coal is used, and 
under economic conditions as regards size of the boiler and the 
economiser, the gases should leave the boiler at a temperature of 
750** to 840** F. The feed water will then enter the boiler at a 
temperature up to 280** F. 
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Boilers can be shortened with the same object by reducing the 
length of the path of gases through a standard boiler, and at the 
same time by increasing the grate area and combustion chamber. 
The result is a greater average stress on the boiler with the same 
maximum stress for surfaces exposed to the greatest heat. 

It follows from the foregoing that by reducing the constant 
losses one obtains smaller surfaces exposed to continuous cooling. 

As the production of an adequate draught (with natural 
draught) necessitates a certain minimum temperature of 
the waste gases on entering the chimney, the surface 
losses in the flue must also be included in the above 
losses. The principles for designing the boiler plant may 
accordingly be summarised as follows : — 

1. Small specific surface area of the boiler obtained 
by raising the average stress without affecting the 
maximum stress on the first part of the boiler 
surface exposed to the fire. 

2. Avoidance of excess of air at 
low loads by reducing the effective grate 

area (partially covered grate). 
3. Prevention of leaks on 
the boiler when not in com- 
mission; the remedy is iron 
casing and avoidance of 
damper leaks. 

4. Effective lagging. 

5. Reduced resistance in the boiler flues to obtain the necessary 
draught (also with natural draught), and at the same time the greatest 
possible thermal drop up to the chimney. 

6. The shortest possible flue between boiler and economiser. 

7. The principles enunciated under 1 to 5 are also applicable 
to the economiser. 

8. The shortest possible flue between the economiser and the 
chimney. 

By due attention to the above points further considerable 
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Fig. 9. — Temperature Diagram for Boiler Plant designed 
bj- the Author. (Victoria Falls and Transvaal 
Power Co., Markische Electricity Works, etc.) 



Fig. 10.~High Power Boiler with SeU-conUined Economiaer and Artificial Draught, constructed W 
the firm of Steinmllller for the Breitungen Electricity Works. 

Maximum 8(«am output, 33,400 lbs. ; Heating surface of boiler, 3,710 sq. ft. ; he&ling surface 
of superheater. 1,160 ; heating surface of ecotiomiser, 3, 1*20 ; grate area, 146 s([. ft. ; wat«r capacity. 
1,347 cub. ft. ; Bt«aiii pressure, 21S Iha. per sq. in. ; E<t«Bm temperature, 060° F. 

The boiler is a combination of an inclined water tube (two-header) boiler and two upright tube 
btnlen. The latter are placed on either aide of the inclined tube boilers. In the four oomers of the 
boiler, on the end plates of the upright tube boiler, four nests uf economiter tubes are inserCed. which 
are oonnect«d by t&ums located almve and below the drums of the upright tube boiler. The gases rise 
up through the inclined tube liuiler, pass through the auperheaUir, then through the econoniiser from 
the bottom to the tcp. The temperature regulator, which is constructed in the form of a tubular 
feed heater, enables the superlieat to be reduced by paKsing tlie superheated steam round the nest 
of tubea for BatunLted steam, the latter thereby being dried. 
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advantages may be realised from the fact that the area covered 
by the boiler houses, and the length of the pipes between boilers 
and the engine room, can be reduced appreciably, whereby a further 
saving is secured in the constant losses. A number of iron chimneys 



Fig. KM. 

The resistance in the path of the gasea is kept law when the passage from the grate to the 
chimney is as free from liends as poHsible, as the resistaace set up by bends is scvenxl times that of 
straight sections owing tu eddy currents. 

Boilere of the high power type conform best to the foregoing principles, when the economiscr is 
built on top of the boiler, and when each boiler has its own uhimney close up to the nconomiser, so 
that lioiler, economiser, and chimney form a. compact unit. This arrangement reduces the exposed 
surfaces and also the resistance to a minimum. Tiie result is the temperature diagram shown in 
Fig. 9. 

A disadvantage of this system is the nocessity for constructing a large number of iron chimneys. 
the repair ooets for which are higher than for brick chimneys ; a further disadvantage arises from the 
use of wrought-tron cconomisera, which are more expensive to repair and require more men for 
cleaning. 




Fig. 11. — Hish Power Boiler with Self contained EcoaomiHer Kiid AiciliDinl Dnu^c, codbI 

the firm JaqucB Piedboeuf for the KonigHberg Electricity Works, Prussia. Erected ii 

boiler house ; coat bunkers already insbtlled. 

Maximum steam output, 3.1,000 lbs. per hour ; heating surface in contact with water, 3,7 
heating surface of superheater, 1 ,665 sq. ft. ; economiser healing aurfaoe, 2.420 sq. ft. ; ji 
194 «q. ft. ; steam pressure, 200 lbs. per sq. in. ; steam temperature, 660° F. 

The economiser, which can be drawn out in front, is placed in the centre of the boil 
heated in parallel with the boiler tubes. Partof the gaaeipMa through the openings shown in 
superheated chamber, and leave the latter at the top through similar openings which are 
by dampers ; they here join the other gases, and then pass along the front of the vertical 
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avoid the drawbacks associated with brick chimneys and flues, 
which, for the first lay-out, must be made large enough for later 
extensions, and even then sometimes turn out to be a hindrance 
(see Figs. 10, 11, 12). 

6. Artificial Draught. 

The development in the size of power stations has produced 
difficulties in the construction and operation of brick flues and 
chimneys. The possibilities of regulation are limited, and the 
amount of draught depends on the load. In the present forms of 
boiler construction these faults are avoided by employing artificial 
draught, which enables the maximum output of the boiler to be 
raised considerably. The importance of diminished efficiency and of 
the extra power required decreases with the utility factor, since a 
stronger draught is only required for meeting the peak loads, and for 
blowing up the fire after the boiler has been working light. 

The fans should be driven by electric motors with automatic 
starters ; they are frequently started and stopped. 

The question whether induced draught or ejector draught is 
preferable requires investigation ; it must be considered in conjunction 
with the arrangements for automatic stoking and ash removal. 

Contrary to the customary practice on board ship, suction draught 
is generally employed for boilers on land in Europe, as the usual 
arrangements for mechanical stoking, controlling the fire, and for the 
removal of clinker can be retained. In America, on the other hand, 
one frequently sees boilers with air under pressure being passed over 
the grate ; in isolated cases, compressed air at a fairly high pressure is 
forced through hollow grate bars in order to cool the latter : the depth 
of the layer of fuel may then be very great. In hand-fired boilers the 
pressure of the air sometimes just balances the resistance offered by 
the layer of fuel, so that the pressure over the grate is the same as 
that of the outer air ; the object is to prevent the entrance of cold air 
when the furnace doors are opened. 

The adoption of direct or indirect suction is decided by local 
conditions. With direct suction or induced draught the fan is in the 
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Fig. 12. —High Power Boiler with Self-contained Eoonomiser and Artificial Draught, constructed by 

the firm Hartmann & Co., Chemnitz, for the Elbtal Power Station. 

Maximum steam output, 24,640 lbs. ; heating surface of boiler, 3,760 sq. ft. ; superheater, 
1,774 sq. ft. ; economiser heating surface, 3,226 sq. ft. ; grate area, 108 sq. ft. ; water capacity, 
1,165 cub. ft. ; steam pressure, 213 lbs. per sq. in. ; steam temi>erature, 660° 1?. 

The boiler is composed of two separate upright elements, with separate upper headers and 
common lower header. The water circulation in each upright element is complete in itself; the 
water rises in the narrow tubes, and flows back to the lower header through wide tubes which arc 
protected from the fire by brickwork. The gases first pass along the front tube element in the 
same direction as that in which the water flows ; they next pass through the superheater, and 
then through the back tube element in a contrary direction to that of the water circulation, and 
finally reach the economiser, moving in the same direction as the water. The steam generated in the 
front upper header passes through the back upper header and a steam collector mounted on top on its 
way to the superheater. 

3» 
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path of the gases. This system requires less 
power than when ejector or indirect draught 
is employed. To enable the boiler also to 
work with natural draught, a short by-pass 
closed by dampers is necessary. The ejector 
system (Figs. 10, 11, 12), notwithstanding 
the larger amount of power it requires, 
possesses the advantage that the fan draws 
in cold air and can be made conveniently 
accessible independently of flue gases. 
Attempts have been made of late to re- 
duce the amount of power taken in this 
system by withdrawing flue gases with the 
fan before they enter the chimney, and 
using them in place of air to produce the 
ejector action. The lack of dampera is the 
advantage of this system compared with 
direct suction draught. 

On the assumption that the water re- 
sistance inside the boiler is sufficiently 
small, and that there are no comers which 
the gases cannot reach, the maximum steam 
output of the boiler in pounds per hour 
can easily be increased from forty to forty- 
five times the number of square feet of 
water-touched heating surface, when the 
above arrangement is adopted, whereby the 
output obtainable with a natural draught 
may be increased from twenty-eight to 
thirty times.' 

' Official testa were carried out in the beginning 
of October 191'i with a boiler conatructed by the Erm 
of Jaquea Piedboeuf, similar to that shown in Pig, 11. 
The boiler was tested under ordinary working conditions 
without being specially prepared. 
p. |.2, As the steam turbine to which it was supplying 



BOILER TEST RESULTS 33 

Automatic stokers are, of course, an essential condition. Their 
arrangement depends to a very large extent on the nature of the 
fuel. In addition to easy regulation, the surplus air should be reduced 
to a minimum (partially covered grate). 

It must further be possible to adapt the coal conveyor to load 
fluctuations. In conjunction with an artificial draught, speedily 
controlled, it is then possible to produce an almost instantaneous 
increase in the amount of steam generated. The small quantity 

steam was working on tramway serWce, the load tiuctuated between the limits of 
24,200 lbs. and 34,100 lbs., coiTesponding to a mean sti^ess on the heating surface of 6*4 
to 9 lbs. per square foot. The days on which the test was carried out were prece<led 
by an uninterrupted period of service of 1,000 hours. 

Records and Test Results. 

Boiler heating surface - - - - 3,760 sq. ft. 

£k!Onomiser „ „ - 2,420 „ 

Grate area - - 194 „ 

Dui-ation of test ----- 8 hours 1 niin. 

Total coal consumption . . . - 30,424 lbs. 

Total water consumption - - - - 233,650 „ 

Thus 1 lb. of coal evaporated 7*68 lbs, of water. 

Feed water temperature on ent-ering the 

economiser - - - - - llS" F. 

Feed water temperature on leaving the 

economiser - - - - 290" F. 

Steam pressure ... - 206 lbs. per Si\. in. 

Temperature of superheated steam 650** F. 

Heat generated by saturated steam 2,660 B.Th.U. 

Heat generated by superheated steam - 320 „ 

CP = 0-554. 

Heat utilised in boiler, 21,626 B.Th.U. At the calculated thermal value of the 
coal (26,290 B.Th.U.), the efficiency of the boiler would be approximately 82 per cent. 
Til is result was obtained with an average evapoi-aticm of 7*7 lbs. water per square foot of 
heating surface; as mentioned above, the evai)oi-ation varied from 6-45 to 9-1 lbs. per 
square foot. 

The temperature of the flue gases, at the end of the boiler system, i.<?., behind tlie 
economiser, averaged 557" F. The average draught, also measured behind the econo- 
miser, was only '59 in.; the fan consumed 12*5 kw. ; the avei-age amount of carbonic 
acid in the waste gases was 12 per cent. The test was satisfaxitorily conducted ; the 
grate did not become excessively hot. Notwithstanding the great fluctuation of the 
load, there was no priming ; the superheat temperature remained practically constant 
during the test, readings at the turbine being taken every five minutes. 

3 
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of water in high power boilers or their low thermal value need, there- 
fore, not cause any anxiety. Automatic feed water supply has given 
excellent results in plants of this kind. 

c. Superheaters. 

There is no difficulty now in obtaining the desired steam 
temperatures at full load, since it has become customary practice 
to place the superheater into the path of the hottest gases. What 
is not quite so easy is to produce a sufficient amount of superheat 
at light loads, because the temperature drop of the flue gases is 
considerable at the point where they come into contact with the 
superheater. A high superheat is, however, particularly desirable 
at light loads, as the temperature losses in the pipes increase when 
the velocity of the steam drops, and the steam consumption of the 
turbines becomes worse in consequence. Provisions for securing 
a high superheat at low loads, are therefore of value from an economic 
point of view. However, a superheater that may be correctly 
dimensioned for light loads will give too high a superheat at 
full load. 

The methods most generally resorted to for regulating the superheat 
are to add saturated steam or to divert the hot gases, and to bring 
them into contact with the saturated steam when they are cooler 
(see Fig. 10). 

It is not advisable to surround the superheater with brick- 
work in power stations with widely fluctuating loads. When a 
heavy load of steam consumed is reduced suddenly its temperature 
will rise in consequence of reduced steam velocity and of the heat 
stored in the brickwork ; under certain conditions temperatures might 
thus be reached which would endanger the running of the turbines. 
The superheater should therefore be placed in that part of the 
boiler which is below the water line. 

(l. Position of Boilers. 

In order to economise in the building costs, and to avoid 
unnecessary losses in pipe connections, it is customary to place the 
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boiler house up against the long side of the engine room ; thus in old 
steam power stations the boilers were situated in a long row along 
the engine room wall. 

This design was the best with respect to low cost, accessibility, 
and simplicity in the arrangement of the pipes. Coal-conveying 
plant could be adapted to the large floor space required by steam 
engines with the small installed capacity obtainable per yard run of 
the engine room. 

The advent of the steam turbine has altered these conditions. 
Even with small sets the available space is utilised so much more 
satisfactorily, that the corresponding boiler output cannot be obtained 
within the limits of the engine room otherwise than by erecting a 
second row of boilers. 

With large steam turbine power stations, on the other hand, 
a boiler house with two rows of boilers parallel to the engine room 
is no longer feasible. With sets from 4,000 to 15,000 kw. and the 
best arrangen)ent of engine room, an output of 700 to 1,400 kw. per 
yard run of the engine room should be obtained, whereas with high 
power boilers having heating surfaces from 3,200 to 5,400 sq. ft., 
an output of 200 to 320 kw. at the most can be obtained per yard 
run of single boiler frontage. This makes it necessary to erect a larger 
number of boilers in a row^ at right angles to the axis of the engine 
room, where regulations prohibit the practice of placing the boilers 
above one another which is frequently followed in America. 

As the space in front of boilers with mechanical stokers must 
be of sufficient width to enable the grate to be drawn out entirely, 
the best arrangement seems to be to place the boilers in rows face to 
face (Fig. 13). 

In large steam turbine power stations a number of double row 
boiler houses are erected side by side at right angles to the engine 
room. The accompanying advantages are numerous, and short 
connections to the engine room and to condensing plant, in addition 
to the great reliability obtained by dividing the total steam production 
amongst several boiler houses which are independent of one another. 

In power stations with sets up to 6,000 kw. placed in parallel 
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the best arrangement will be found to be to have two rows of boilers 
for three seta. For larger sets, up to about 1'2,000 k\v., one i-ow of 



Fig. IN. .Arraii^emFiit "if Coal Hoppem and ■Slmotn in tlie Obertr/.jfi'liirg Electricity- Worki'. 

boilers must be Installed for each .set. With -sets beyond this capacity 
a satist'actoiy arrangement i.s to place all -sets parallel with the 
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axis of the engine room, a double row of boilers being provided 
for each set. 

e. Coal Bunkers. 

The situation and size of the coal bunkers have an important 
influence on the design of the boiler house. The now favourite 
practice of installing large bunkers in the boiler house is not justified 
when sufficient space can be obtained cheaply for storing the coal 
outside. They cut ofl^ all daylight, and increase the cost of the 
installation considerably by the heavy and expensive constructional 
work and foundations that become necessary. 

Irregular coal transport, danger of strikes, and local conditions 
are inducements for storing a much larger quantity of coal than can 
be accommodated in the bunkers of the boiler house. Coal is then 
usually stored outside, and is brought into the boiler house by 
mechanical transport. The reliability of well-designed coal conveyors 
is, however, such at the present time, that at all times an uninter- 
rupted delivery of coal into the boiler house can be assured. With 
plant of this description it is therefore sufficient to design the boiler 
house with bunkers for an hour coal supply. 

The bunkers then become so small and light that they can be 
attached to the roof without having to strengthen the construction 
of the latter very much, and no supports in the form of columns in 
the boiler house are required (Fig. 13). 

The extent to which the weiofht of the ironwork in boiler 
houses can be decreased by reducing the floor space of boilers and 
by using small bunkers is illustrated by the power station of the 
Miirkische Electricity Works (see page 108). 

The boiler house has a maximum output of 93^- tons of steam per 
hour, and the ironwork only weighs 95^ tons, i.e,y about one-fifth of the 
weight of the iron which would have been necessary for large bunkers 
and boilers of standard size. It will thus be realised that a very 
considerable economv can be effected — moreover, an econoniv that has 
no adverse influence on the reliability of the plant. 
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J\ Pipework. 

Owing to the pulsating character of the steam supply to 
reciprocating engines, it was formerly necessary to keep steam 
velocities low (about 82 ft. per sec.) to allow ample sectional areas 
when steam collectors were not placed in the branches to the engines. 

This restriction has now been removed in view of the steady 
steam flow into turbines. Taking economy alone into consideration, 
the steam pipes would have to be dimensioned in such a manner 
that the annual expenses for interest and amortisation, together with 
the cost of losses (pressure losses and thermal losses), are kept as low 
as possible. This leads to steam velocities which the vibration of 
the pipes on changes of load would alone make prohibitive ; moreover, 
the great drop in pressure from the boilers to the turbines at these 
speeds would be an impossibility from an operating point of view. 
It is advisable not to exceed maximum steam velocities of 262 ft. 
per second. 

Formerly very little importance was attached to thermal losses 
in the pipes, although they should not be overlooked, because they 
are constant losses. 

If, for example, they amount to 2 per cent, of the thermal 
consumption of the fully loaded plant (which is easily possible with 
badly insulated pipes), then with a load factor of 20 per cent, the 
coal to be burnt for meeting these losses will be as much as 10 per 
cent, of the total coal consumption. 

Recently more efficient thermal insulation of the pipew-ork has 
been aimed at, and more attention is now also being given to flanges, 
steam separators, valves, etc. 

By taking these precautions it has become possible to reduce 
the radiation losses to 224 and 335 B.Th.U. per square foot and 
per hour,^ so that they have practically no influence on the 
economic result. 

The pressure losses in the pipework are of no importance as far 
as the energy losses they present are concerned. But as they 

I See El^erle, ZpiUrhr, d. Ver. D^uUrh. Lhj,, 1908, p. 181. 
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determine the difference in pressure between boilers and turbines 
they must be kept as low as possible, to enable the boilers to work 
in parallel satisfactorily in the event of load fluctuations. As, 
furthermore, the pressure losses increase with the length of the 
pipes, and at the same time great speed of the steam is desired, all 
pipe connections should be made as short as possible. 

For these reasons also it is desirable for the boiler house to adjoin 
the engine room. High pressure losses are caused by valves, the 
resistance of which is approximately equal to that of a pipe 18 yds. in 
length and of the same bore. For cutting off the steam in live steam 
pipes, one should therefore only use slide valves, the resistance of 
which may be neglected. 

All complications in the pipework should be avoided, and it 
should be remembered that the shortest and simplest pipework is 
the cheapest and most reliable in operation. Defects occur now and 
again in stop valves and flanges, but the pipes themselves very rarely 
give trouble from defective material. The snialler the number of 
valves the greater will be the reliability in operation. The same 
applies to expansion joints, the use of which can frequently be avoided 
by a skilful arrangement of the pipes. 

The ring system of pipework, to meet an old rule, had to be 
dimensioned so that every part could carry the entire steam supply ; 
pipes with very large sections and a great number of valves were 
therefore required. These are reasons why a ring system cannot be 
recommended. Duplicate pipes are worth considering when it is not 
desirable to pass the whole of the steam through one pipe for reason 
of safety in operation. If higher pressure losses are not objected 
to when one of the pipes is cut off owing to a defect, the dimensions 
necessary are not unfavourable from an economic point of view. 

In double row boiler houses placed at right angles to the engine 
roon) duplicate pipework is not necessary ; one pipe main (of different 
sections) along each row of boilers is sufficient. A limited reserve 
can then be obtained without appreciable additional cost by joining 
the two pipe mains near the dead ends by an auxiliary pipe sufficiently 
large to carry the steam from two or three boilers. 




4^ 
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In large power stations, where one row of boilers is provided 
for each turbo-generator, the pipe mains are led directly to the 
turbines. A connecting pipe, with a stop valve, should be provided 
between the pipe mains. The section of this connecting pipe, however, 
may be comparatively small, since it will be required for the steam of 
only one turbine. 

If the number of turbines is not the same as the number of 
rows of boilers, the turbines must be connected to a collector pipe. 
In both cases it is advisable to have steam separators at the ends 
of the pipe mains from the boiler house ; they should be used as fixed 
points for the pipework. The collector pipe is then arranged as a 
connection between these separators, and should be flexible. The 
necessary movement could be obtained in an ordinary stuffing box, 
because the ends of the connecting pipe are rigidly fixed in the 
separators, which are anchored. 

(f. Measurinc; Apparatus. 

In order to keep a daily record of the coal consumed and water 
evaporated in the boiler house, it is necessary to employ coal and 
water meters. The simplest and most satisfactory position for the 
latter is between each condenser and the feed water tank ; a special 
water meter is also employed for measuring the make-up water. 
Thus the steam consumption of each set is ascertained in addition 
to the total consumption (see Figs. 14 and 15). Where it is desired 
to measure the steam output of each boiler, steam meters in 
addition to the water meters may be desirable. 

Where a daily check on the coal consumption is desired and 
large bunkers are provided, automatic weighing machines are built 
into the coal shoot for each boiler. This arrangement is somewhat 
complicated, and reduces the available space, which is by no means 
ample, with large bunkers. If, on the other hand, there is no coal 
store worth mentioning in the boiler house, one single weighing 
machine placed in the track of the conveyor will suffice for ascertaining 
the daily coal consumption. The accuracy of this method is quite 
reliable, provided the small bunkers and shoots in the boiler house 
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are filled completely every day at the same time (whilst the plant is 
running on light load). This cheap and reliable arrangement has 
given excellent results as a check on the coal consumption and on 
the boiler house staff. 

4. STORAGE AND TRANSPORT OF COAL 
OUTSIDE THE BOILER HOUSE. 
Even when an uninterrupted supply of coal can be relied upon 
under normal conditions, it is necessary to ])rovide for storage, 



Fig. 111. — Brciwn Clial Hunkeni and Siirmts in the FortiinB I'ohit .Stntiuii. 

sufficient for at least two months, as a safeguard against strikes. 
The quantity of coal stored must be even greater in the case of 
water freight, as a spell of severe frost may make delivery by this 
means impossible. 

Open air storage is preferable when sufficient space can be 
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secured at a reasonable price, as it entails the lowest capital costs ; 
it is true that coal stored in the open air is exposed to the effects 
of the weather, and deteriorates in quality in the course of time. But 
the loss in thermal value is, as a rule, not large enough to justify 
storage in covered bunkers. This form of storage is of interest only 
under certain conditions — for example, in densely populated districts 
where storage of brown coal or very dusty coal in the open is not 
permissible. 

If the coal cannot be stored in the open for other reasons, one 
can determine by estimate whether it is better to store in the boiler 
house bunkers, or to erect separate covered bunkers (see Figs. 17, 
18, and Fig. 19, Plate I.). 

Where small coal hoppers in the boiler house are decided upon» 
the provision of a transporting device which enables an uninterrupted 
supply of coal from the storage yard to the hoppers is essential. No 
special attendance should be necessary for such a device ; this condi- 
tion is fulfilled when the coal hoppers in the boiler house are fitted 
with automatic arrangements which prevent overcharging, by divert- 
ing the supply, when a hopper is full, and by stopping the conveyor 
altogether when all hoppers are fully charged. 

The coal convej'or between the storage yard and the boiler house 
should be so designed that the coal falls on to it from the yard by 
gravity. When the coal is stored in the open, a satisfactory solution 
of this problem is to mount the conveyor in passages underneath the 
storage j^ard, and to enable the coal to fall on to it through openings 
in the ground (Fig. 20). 

All unnecessary handling of coal on its passage from the store 
to the boiler house must be avoided. On this account bucket con- 
veyors are preferable to belt conveyors. Only one endless bucket 
chain and one motor are required for each boiler house, and this type 
of conveyor is therefore cheap to install and occupies very little space 
(Fig. 20). 
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5. ASH REMOVAL. 
Tlif Work of removing ash and eltiikei's from the basement of 
the boiler liouse and further transport varies in proportion to the 
l>ercentage of ash contained in the coal. Attempts have frequently 
been made in large power stations to introduce an automatic device, 
but where the ashes are removed in open receptacles this kind of 
plant haw not given satisfaction. The idea of using the coal conveyor 
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for the removal of ashes is tempting, and tlie chain of buckets is often 
made to pass through the ash pit for handling the ashes as well as the 
coal. The wear in this ca.se is, however, unusually heavy, since the 
flinty articles of the clinkers injure the moving [larts of the conveyor. 
Automatic devices for removing the ashes pneumatically in clo.sed 
tubes are more successful. When the ash is fine (brown coal ash), 
the principal wear takes place at the bends in the ducts and can \te 
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kept within reasonable limits. Results obtained up to the present with 
the ash from bituminous coal are conclusive. The system of ash 
disposal usually adopted on ships by means of a stream of water from 
a centrifugal pump, cannot be adapted to stationary plants, as the 



Kig. 21. — ArrangomeritB tor tlio Removal of Ashes in the Baaemetit of Ihe HirRchfelilo Klectricity 
Worltfl. 

volume of water required is too great, being several times tliat of the 
ash. 

Installations of the altove nature have given satisfactory results 
when adequate lighting and ventilation is provided in the basement 
(see Figs. 21, 2*2, 23). It is not advi.sable, however, to give access 
to the basement from the boiler house through openings in the floor, 
because the boiler house would then soon become very dirty. 



STOKE HOLES AND ASH TUNNELS 



Fig, 22,— Stoke Hole in the Hirachfelde Electricity \Vork«. 



—Ash Tunnel under the Boilers in the Hirschfelde Electricity Worka. 
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« 

6. SWITCHGEAR. 

As the outputs of power stations and electric transmission 
pressures have increased, the strains put upon switchgear have 
become greater, and the former tendency to economise in capital 
expenditure and space in this part of the plant has had to be 
abandoned in the interest of reliability in operation. 

(t. Type of Apparatus. 

The working conditions are very much more unfavourable in 
switchgear installations than in other parts of the station. On the 
one hand, the whole of the energy generated in the power station is 
concentrated here, and any breakdown of the apparatus may mean 
shutting down the entire station ; on the other hand, it seems 
impossible in any installation to avoid short circuits in the network, 
and pressure surges, with their accompanying mechanical and electrical 
stresses far in excess of anything that may occur under normal 
conditions. 

All apparatus and constructional parts of which the switchgear 
installation is composed should be designed in accordance with 
standards approved for general engineering purposes. The following 
would be the most important requirements : — 

(1) The factor of safety, from an electrical point of view 
throughout, should be high enough to enable the plant to withstand 
any pressure surges that may occur. The factor of safety of 
inaccessible parts should be greater than that of the more accessible 
sections. 

(2) With respect to mechanical strength, the apparatus should be 
capable of dealing with the conditions that may arise when the 
whole power station is short circuited ; capability of keeping on the 
service should not be affeoted thereby. 

The observance of the first condition is more easily controlled 
when the same insulator is used throughout, including switches, 
isolating switches, current transformers, etc. (Figs. 24 and 25). 
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With insulators of the correct sizes, and a standard clearance 
between Hve parts and to earth, the factor of the degree of safety 
for each section of the plant may be determined in advance. 

What degree of safety is desirable depends on the surges to be 



II the Hirachfelilc Electricity 

expected due to switching operations, short circuits, etc. The value 
of these surges is influenced largely by the current, and to a lesser 
degree by the working pressure. The higher the working pressure 
the lower will be the surge pressure in comparison, so that as the 
working pressure goes up the factor of safety may be reduced. 

For medium working pressures (10,000 to 20,000 volts) and 
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power station capacities, a factor of safety of 5 is ample, whereas for 
100,000 volts a factor of safety of 2 is, as a rule, sufficient. 

Insulators with a smooth shape are easier to keep clean, and do 
not collect so much dust as insulators with many corrugations 
(Figs. 24 and '25), The pressure at which the insulators flash over 



Tig. 2r>.— Bus.bHr3 in the Hitwlifelde Electricity Works. 40,000 Volte. Partitions of 
Dura I'lalfH. Ku PaHitioiis between Biis-hnrs. 

should be considerably lower than the puncture i)ressure. The break- 
down pressure of enclosed apparatus, such as that for the windings 
of current transformers to tlie tank, should also be higher than the 
flash-over pressure of the insulators. Under these conditions the 
insulators form may be looked upon as a safety spark gap across 
which, in the case of an emergency, a discharge may take place 
without endangering more important parts of the apparatus. 

The .smaller the amount of higli-tension apparatus used the 
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greater the reliability in operation. Nothing but what is absolutely 
necessary should therefore be installed. Current and potential 
transformers should be large enough in capacity for working four 
or five instruments each. 

The number of instruments that can be installed is then not 
limited unnecessarily. 

It is important to obtain accurate measurements of the output 
generated and distributed. 

Meters should be installed for each generator as well as for each 
feeder circuit, so as to obtain a check on the readings. 

In addition, recording instruments giving a constant record of 
the station pressure and the load on each feeder circuit are necessary 
for a proper management of the undertaking. 

The part of the installation which is subjected to the greatest 
stresses are the oil switches connected direct to the main bus-bars ; 
in cases of an emergency they have to break the short circuit energy 
of the entire power station, and should be capable of doing so rapidly, 
and without any danger of failure. No apparatus has yet been 
designed to fulfil this condition in stations with a very large capacity, 
and it seems doubtful whether the principle of breaking under oil is 
the right one to follow to the exclusion of other ideas. Attempts are 
now being made to lighten the duty of switchgear by reducing short 
circuit currents (time limit in the operation of switchgear, reactances, 
switches with resistance or reactance steps, sectionalising the supply). 
The conditions of operation are particularly diflicult for switching at a 
small power factor (overhead transmission lines, furnaces, etc.). Con- 
siderable improvements are possible by increasing the speed at which 
switch contacts separate. 

Only one size of switch should be connected to the bus-bars. Its 
capacity should not be determined by the load on feeders, but rather 
by the capacity the power station may ultimately have after all 
extensions are completed. 

Large outputs call for single pole switch elements with auto- 
matic and remote control. In plants of medium size, at least, the 
generator swatches should be electrically controlled, because it makes 



54 LARGE ELFXTRIC POWER STATIONS 

synchronising easier. Switches in feeder circuits, on the other hand, 
can be operated by hand, being used less frequently. 



b. Overloads and Pressure Surges. 

The system of protection against excessive overloads must be 
designed in such a manner that the faulty feeder can be cut out 
without disturbing the supply elsew^iere. If the generators can 
withstand short circuits with full excitation, the best protection for 
them are reverse current relays for instantaneous operation. The 
reverse current, which would flow into a defective generator, w^ould 
then be switched off* immediately. 

The differential protective (Merz-Price) system is the best for 
outgoing feeders and overhead transmission lines, particularly for 
ring mains (see E/LZ., 1908, pp. 316-321, 329-333, 361-365). It can 
be made so sensitive that the conductor is cut out at both ends 
simultaneously, immediately the fault occurs, and other parts of 
the network are not affected. The switch can also be set to operate 
with a time limit, if it is not considered advisable to switch out 
during the first rush of heavy current. 

Next to the differential system, preference should be given to 
maximum relays with independent time adjustment, rather than 
to devices in which the time limit is influenced by the value of the 
current. Reliable time adjustment is unobtainable with the latter 
apparatus, the time of release being too short on heavy overloads. 
If, for example, a short circuit occurs in a feeder which is not on 
load, it frequently happens that another feeder w^orking on full load 
is cut out first. 

In order to be able to switch out a short circuit to earth, the 
neutral of one of the generators in commission should be earthed 
through a suitable resistance ; it is then necessary to protect all the 
phases of the feeder. 

Opinions are still divided as to which is the best system of 
protection against pressure rises, and it is not the intention to discuss 
this subject exhaustively here. It should, however, be emphasised 
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that protection is best obtained by a high factor of safety, by 
transformers with extra insulation on the first turns, by earthing 
the neutral point, and by large clearances between phases of high- 
tension conductors. The fact is frequently overlooked that the extra 
money spent on apparatus of ample dimensions is counterbalanced 
by a simpler protective system. 

As a protection against lightning, good results have been 
obtained with one or more earthed steel wires of sufficient sectional 
area over the main conductors of an overhead line. These wires 
form an effective protection against lightning discharges into the 
line, and prevent static charges to a certain extent. 



c. Bus-Bars. 

The double bus-bar system is superior to the older ring system. 
The chief advantages are : convenience and absence of danger for 
cleaning, the possibility of dispensing with isolating switches in the 
main bus-bars, freedom in arranging generator and feeder panels, 
and the possibility of connecting each generator to any feeder when 
an independent supply is wanted. 

In a large power station, with a great number of outgoing feeders 
for comparatively small output, the following modification is advisable, 
since it permits an economy in space and capital expenditure without 
adversely influencing reliability. 

Four to six feeders are combined to a group with their own 
set of bus-bars ; each of these groups is connected to the main 
bus-bars through a sjjecial section oil switch. Although the main 
bus-bars must be dimensioned to carry the full short circuit energy 
of the power station, the group switches may have a smaller capacity. 

No apparatus should be in the circuit between bus-bars and 
oil switches, because when such apparatus becomes defective the 
bus-bars are short circuited. The correct sequence of the apparatus 
is, therefore, cable terminals, isolating switch (a bench for protective 
devices and potential transformers), current transformers, oil 
switches, isolating switches, bus-bars. 
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d. iNMTALLATtO.V OK SwiTfHGEAK. 

The high-tension apparatus cau be installed iu the order given 
above, either side by side on the sanie floor, or separately on different 
floors. The latter arrangement is generally preferable, since it 
entails lower building costs and shorter leads. 

To prevent crowding of apparatus three floors should be provided 
in high-pressure installations, one for the bus-bars, another for oil 



Fig. -26.— Operating; Paaeage for the Oil Switehea in the Rheinfi^ltlen Electricity Works. In the 
Sour to the right anil left are cuvpr trenches for the control wiren ; the bottom part of panels 
consistn of removalile metal platea covering the terminals for the apparatus leadfl ; it is not 
nece«aary to enter the high-tension chambers to inspect these leads. 

switches, and a third for the cable sealing boxes or transmission line 
terminals (with all protective apparatus). Where feeder cables alone 
come into question, the bus-bars are placed on the top floor (see 
Fig. 27) ; for overhead transmission lines, the middle floor is more 
suitable for this purpose (see Figs. 28 and 29). 

The operating gear for oil switches should be in an operating 
passage, which is separated from the actual high tension by a 
switch chamber (Fig. 2fi). 
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Special care must be taken to make the installation fireproof. 
The formation of arcs must be prevented by large clearances between 
conductors, and between the latter and earth. 

On the other hand, the system of separating the phases by 
partitions does not possess the great value {even in the case of bus- 
bars) which is still frequently attributed to it. 

Its adoption is only justified where large quantities of oil 
(single pole switches) might cause serious conflagrations. 

In the remaining part of the installation it is sufficient to 
sejiarate the entire panels of generators and feeders from one another 



Fif. 27a.— Operating Board in the Switch House of tho Binmtn Electricity Works, (icncrating 
I'anela in the centre. Feeder Fnnels on tiie right and left. Desks for Converter and Auxiliary 
Service Switciies. 

by solid walls, so that repairs can be carried out without danger 
and without interrupting the remainder of the service. 

The stories of the building must be made fireproof to prevent 
a fire spreading from one floor to another. 

All conductors should therefore pass through insulators and 
not through openings in the floor. 

''. On. Ci.EAKix(i AXi) Dunxi.;. 
The quantities of oil used in transformers, oil switches, instrument 
transformers, etc., for insulating and cooling purposes, represent such 
considerable sums of money in large plants that it is important to make 
provision for cleaning and drying the oil at some central points. 
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Of late, Russian mineral oil, free from acid and moisture, has 
largely been employed for transformers and apparatus : this oil has a 
freezing point below 4° F., and a flash point exceeding 300° F. The 
length of tiuie a transformer can be operated without renewing the oil 
depends to a great extent on the average temperature of the oil. 
This again depends on the load conditions and on the arrangements 
made for cooling the transformers. Under ordinary conditions the 
oil in transformers should be examined about every one or two years. 
If some device is available for easily changing the oil, more frequent 
cleaning is advi.iable for the sake of securing increased reliability. 



Fig. 28.— Plan ot tlio Switch Huusu for the LuuEtnburg tilectrit 



The life of oil in switches will depend on the energy wliich the 
latter have to break. When an overload or short circuit has been 
switched oft", some of the oil will become carbonised, and it is advisable 
to examine it after the switch has operated not more than twice under 
fluch conditions. The carbonised layer will be found at the top and 
must be removed, as it decreases the insulation and breaking capacity 
of the switch. In the case of fire, it must be possible to allow the 
oil to run oft" quickly in order to prevent the fire from spreading. 

The plant for oil treatment (see Figs. 31 and 31a) nmst also 
include an iron reservoir, which is placed outside the building, and 
sunk below the level of the ground in brickwork. The capacity 
of the tank must be greater than that of the largest transformers ; 
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it must be connected by large pipes to tlie transformer tanks ; and 
one should be able to empty the lai^est of these completely in ten 
minutes. A second reservoir of the same size is required for the 



Fig. 20.— Secliim llirc)Ui{h the Switch HouHe for the Laufcnimrg Electricity Works, equipped at 
the present time for ton sets u( 5,000 kw. each, and ten transformers ; also two reserve panels 
each. Cenerator pressure transformed from 6,000 to 47,000 volts; six outgoing trailK- 
mission lines for 47,000 volts. All operating panels are situated in the switch house. The 
cables between the engine room and switch house are laid in an unilerground trench. The 
transformers are installed in apBcial chambers attached to the main building : they Can be 
rolled direct on to railway trucks. A passage is left between the transformer chambers and 
switch house for the oil and cooling pipes, and the cables to the engine room. The oil-lumdling 
plant is similarly constructed to that shown in Figf. SI and 31a. 



OIL CLEANING AND DRYING 6i 

clean oil. The floor of the transformer chambers is constructed 
so that oil escaping from leaky flanges, etc., can drain away, and is 
provided with special pipes connected to the reservoir. 

The dirty oil can be used again after having been filtered and 
boiled. For this purpose it is taken from the reservoir, where it 
leaves a certain amount of sediment, and is passed through a strainer 
(0'12 in. mesh), in a chamber outside the reservoir. From here 
it is pumped to a filter in a room in the transformer house ; after 
leaving the filter it flows to the clean oil tank. A filter capacity 
of 220 galls, per hour will, as a rule, suffice, and as the loss due 
to pressure is about 4*3 to 5*7 lbs. per sq. in., a pump taking about 
0*5 H.P. will be ample for this purpose. In order to prevent an 
undesirable rise in oil pressure it is advisable to install a vent pipe 
about 12 ft. in height, through which at the same time any air in 
the oil can escape. The clean oil tank is equipped with a heating 
coil, the heating surface of which in square feet should be about 
equal to the capacity of the tank in cubic feet. The coil is heated 
with steam from the boiler house, and the oil should reach a 
temperature of about 250° F. 

In order to keep up the circulation of oil during the drying 
process the use of a small pump is recommended, designated "the 
clean oil pump" in the illustration. The velocity of the flow of 
oil in the pipes should not exceed 1*5 to 2*5 ft. per sec, and the 
oil must not be pumped back into the transformer tank at a speed 
exceeding that at which it can flow out through the overflow. 

The clean oil is pumped into the transformer tank through an 
inlet at the bottom. When the oil level reaches the overflow, the oil 
will run back into the clean oil tank. This arrangement enables the 
transformer windings to be dried in the transformer tanks. The 
drying process can, of course, be shortened by passing current through 
the primary and secondary windings, and thereby heating them 
electrically. 
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Fit;. 31.— Plsnt for Oil Cleaning in the Swilcli House of the Breitungen Electricity Works. 
I'lan and .Sectional Elevation. (Dimensions in moti'ea.) 

/. AltRANIiKMENT OF CoNTROL BoARD AND SwiTCH HoUSE. 

The control board should be situated where it can be con- 
veniently overlooked from one point, and should be suitably connected 
with the inspection passage for the high-tension gear (Figs. 27a to 32). 
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Fig. 31a. — Pl&nt for Oil Geaning in the Switch House of the Breitungen Electricity Works. 

Section through transformer cbiunbers and oil cleniiing chamber. Lay out of pipework. 

(Dimi 
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If a separate building is erected for the switchgear, it should be 
connected to the end of a passage leading to the engine room, or 
should be built into this passage (Figs. 38 to 41, Plates III., 
IV., v., VI.). In arrangements on the panels, it must be borne 
in mind that the intimate organic connection of apparatus should be 
plainly indicated. 

The operating leads and those for the measuring instruments 
should preferably be laid in trenches with removable covers to make 
them conveniently accessible for inspection purposes (see Fig. 26). 



Fig. 33.— Control Boanl in tlie .Swiu-Ii House of the Wyhlen Electricily Works. Generator pftiicls 
on the right, feeder panels on the left. Panels constructed of polished blue marble. DiagraniK 
ot connections shown on tiic panels by strips of polished brass. 

Should the switch house immediately adjoin the engine room, 
or should a separate building be erected '. 

Only one point can be put forward in favour of erecting the two 
buildings immediately adjoining one another, namely, that of capital 
cost, but even this is somewhat doubtful. There are, on the other 
hand, many decisive reasons to commend a separate building, provided 
sufficient space is available. Tlie only extra expenditure is that due 
to one extra outside wall and a connecting bridge. The cost of these 
is by no means heavy, and can be compensated to a certain extent by 
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savings in other directions. Two further sides of buildings exposed 
to direct light from outside are obtained, a point of great importance 
for the engine room basement as well as for the switchgear. Light 
in basement and at the back of the switchboards is a matter which is 
frequently overlooked (see Fig. 6). This system further allows 
the exterior of the building to be designed quite independently of 

conditions prevailing in the 
engine room, such as the 
height of floors, the position 
of columns, roof construc- 
tion, etc. In the event of 
making extensions to the 
plant at a future date one 
is not hampered in any 
way, and can add to exist- 
ing buildings in any desired 
direction (see Figs. 38 to 41, 
Plates IIL, IV., V., VL). 
Why it is still some- 
times asserted as untenable 
that the switchgear must 
be as close to the engine 
room as possible it is 
difficult to understand, be- 
cause all switchgear, except- 
ing apparatus controlling 
the generator pressure, 
forms a part of the network, 
rather than of the generators 
(see also Fig. 30, Plate II.). 
The argument that the switchboard attendant should be able 
to see the generating sets can also be dismissed. It is far better 
for the attendant to be sonie distance away from the generating plant, 
so that he is not influenced by the noise in the engine room, and 
concentrates all his attention on the reading of the instruments. Cases 




Fig. 34. — Section through the Groditz Transformer Station 
of the I^uchhammer Power Transmission Plant. 
Overhead transmission lines, 110,000 volts. Oil 
switches with two resistance steps ; the resistances 
for the same are placed above the oil switches on 
insulators ; the oil tanks can be lowered to the floor 
beneath. Double bus-liars arranged horizontally. 
K<|uipped for three transformers, 110,000, 15,000 
volts, 3,000 kw. each, and one transformer, 110,000 
to H0,000 volts, 7,000 kw. 
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are known where sudden breakdowns of generators confused attendants, 
with the result of incorrect operations being made at the switch- 
board. 

Communications between the engine room and the switch house 
are limited entirely to questions of starting and stopping generating 
sets and to conditions of load. 

These simple communications can best be transmitted by means 
of signalling apparatus ; it is therefore better to place the operating 



Fig. 3-). — LtiiigitudinAl Section thrimgli (iribdits Trani former Station. 

switchboard in the switch house also in order to obtain short 
connections to the other parts of the switchgear. 

7. POSITION OF POWER STATION. 
Generally the station should be situated as nearly in the centre 
of the supply area as possible, owing to the costs involved by long 
distance power transmission. Economic considerations of another 
kind, relating principally to the cost of tlie land, nature of the ground, 
the possibility of obtaining coal and water, are often brought to bear 
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on this question, with the result that a site is selected which is 
situated at some distance from the centre of the area. 

As will be shown later, the electrical transmission of energy 
over comparatively long distances is found to be cheaper than coal 
transport by rail, provided the load factor is high. 

A power station burning bituminous coal cannot be situated at 
some distance from the centre of the supply area without adversely 
affecting overall economy, unless a coal mine or a shipping canal is 
in the immediate neighbourhood, and coal freight is very low in 
consequence. 

The large quantity of cooling water required (65-90 galls, per 
kw.-hour) also makes it desirable to select the neighbourhood of a 
river or lake for the site. Cooling plant can then be dispensed with, 
which is an important advantage, owing to its heavy first cost and 
the extra coal consumption involved. Owing to inferior vacuum and 
greater power taken by air and circulating water pumps the constant 
losses rise considerably, and may represent 18 per cent, more coal. 

Having generally settled on the neighbourhood, the principal 
factors to be considered are the nature of the ground, ground water 
level, and the possibility of floods. The area is determined by the 
probability of extensions, the quantity of coal to be stored, and the 
space required for the storage of other material. 

The most suitable lay-out of the plant, that is to say, the 
relative position of the boiler house, engine room, and switch house, 
and the system of coal storage, must be determined separately in 
each case after srivine: due consideration to the above-mentioned 
points. 

With respect to the level, it is desirable to aim at a small 
suction lift of the cooling water pumps without introducing very 
heavy excavations. Convenient access must be provided to all parts 
of the building, stairs being avoided wherever possible. A satisfactory 
arrangement is obtained when the floor of the condenser room is on the 
same level as that of the boiler house, both being on the ground level. 

It is then possible to pass from the centre passage in the boiler 
house straight into the condenser room, and from the floor of the 
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engine room to the gallery in the boiler house, from which convenient 
staircases should lead to the floor of the boiler house. 

When the boiler house floor is on the ground level, the basement 
for ash removal is easily connected to the passages under the coal 
store outside. 

The main control boards should be practically on the same level 



Fig. 37.— OpevBtiiig .Switchboard in the Klectricity Works of the Hamburg Elevated Railwaj-. 

as the engine room floor, whether the switch house joins the engine 
room or is erected separately {see Figs. 38 to 41, Plates III., IV., 
V:, VI.). 

8. ARCHITECTURE. 
The design of the power station buildings in many cases follows 
wrong ideas altogether, and one seldom sees applied the important 
maxim that the shape of the building should be subservient to its use. 
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The fact must not be lost sight of that a power station in reality is 
nothing more than a factory for producing electricity, and as in the 
case of other factory buildings, there is no need to disguise its 
character. Many power station buildings resemble theatres more 
than anything else, and this is particularly so when the architectural 
plans are prepared by 
municipal architects. The 
beauty of power station 
buildings, as in the case 
of machinery, should lie 
in the simplicity of the 
design, and in proper pro- 
portions. Where special 
constructional material is 
employed, such as iron- 
work in the boiler house, 
iron roof ties in the 
engine room, etc., it 
should not be covered, 
but allowed to appear at 
the same time ; the out- 
line should be quite 
simple. A false ceiling 
in the engine room, for 
instance, for concealing 
the roof construction is 
quite unnecessary. One 
forgets that an ordinary 
visitor does not really ex- 
pect to see more than the room of a factory on entering an engine room, 
and certainly not a lecture theatre which happens to contain machinery. 
It is none the less possible, after taking all these points into 
consideration, to find suitable designs even for the ironwork for 
engineering buildings, which cannot be mistaken for anything else, 
and yet present a fine if not elegant appearance. 




Fig. 42. — Architectural Example : Rigid Frame 
Construction for Engine Room. 
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Fig. 43. — Architect Ill's] Kxample— Fnfade iif Iho Obererzgehirg KlcPtricity \\'i)rliH. 
Archihrl, l>r W, Klingcnberg, Berlin. 



Fig. 44. — Arcliitectiiral Example — Oberer7.geliirg Electricity Works. 
An-hiti-fl. Dr W. Kliiigonliei'g, Berlin. 

As already mentioned, with a separate house for the switchgear, 
the lighting conditions and the architectural lay-out of all buildings 
are considerably improved. 
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It is most important that the light in all rooms is ample during 
daytime. It is impossible to provide too mucli light ; experience 



has shown that it i.s much easier to keep the plant clean and in 
good order, or to dotect tkults, wlien it is well lighted. The best 
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direction for the light to come from in the boiler house and the 
engine room is through a skylight, as it does away with all shadows. 
In the boiler house a skylight can be adopted throughout when 
there are no coal bunkers. In the engine room the rigid frame 
construction is a ^ery effective design from an architectural point of 
view, and offers the best possibilities for obtaining light from above 
(see Fig. 42). 

As already mentioned, with a separate house for the switchgear, 
the lighting conditions and the architectural lay-out of all buildings 
are considerably improved. 

In designing the facades, all superfluous cornices, horizontal 



Fifi. 47.— Arcliitectural Example— Facade of the Hnttingen Electricity Wurka. 
Archilect, Dr W. Klingenlierg, Berlin. 

projections, etc.. should be avoided, as they rapidly become soiled 
by the soot and ash which settles on them, with the result of a 
very unattractive appearance. Simple vertical lines and pillars, 
which are necessary for constructional reasons, will indicate the 
nature of the building, and the fact that it houses powerful machinery 
{Architectural Examples, Figs. 43 to 48). 

The interior finish of all rooms should be on similar principles. 
It is desirable to paint the walls a light colour, in order to increase 
the reflection of the light ; all decorative painting, outlining, etc, 
should be avoided, as it is out of place in a factory. Distinctive 
colours should only be eniployed where different constructional 
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material is used ; thus, for example, the ironwork and wood panel- 
ling should be painted a different colour to the walls. 

The walls of the engine room, the switch house, control rooms 
and condenser basements should be lined with plain coloured glazed 



Vig. 4H,— ArchiWclural Example— Hirsthtelde Elcttricitj- WoiUs. 

tiles to the height of !> or 10 ft, and the walls of the condenser 
room and other small rooms, where natural light is sscarce, should 
also be painted white. 

For the floor of the engine room it is advisable to use tiles 
which, contrary to those lining the walls, should have a pattern, 
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as oil stains show up too conspicuously on plain tiles. Tiles of a 
somewhat light colour should be selected for this purpose^light 
grey for example — ^slightly different shades being used, but the 
contrast in shades should not be very great. 

Sometimes the sets are sun-ounded liy a special pattern. This 
should not be done, because it spoils the appearance of the 
engine room. 

y. SUMMAEY, ENERGY DIAGRAM. 
The foregoing suggestions for different parts of a power station 
may be combined into a comprehensive whole, from which an important 



F[g. 49. — Diagranmiatie Scheme for a Puwer Stuliim. 

K- Boiler. T = Tiirhiiie. <i ^Generator. i!s = Generator Bus-bars, vs = Distributing Bue-liars. 

M = Con8uniptHiTi Meter. 

general principle evolves. A survey of the process of power production 
from coal, as outline, shows how the transport and conversion of energy 
moves along a straight line ; all auxiliary processes branch off from 
this line at right angles. The idea underlying all suggestions for 
improvements in that straight line of conversion, as well as the 
branches for auxiliary processes, should be shortened as much as 
possible (see Diagram, Fig. 49). 

Starting from various points in the storage yard, the energy in 
the form of coal runs in a .straight line along the axis of the boiler 
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house, and is distributed amongst the various boilers, where the first 
conversion into steam energy is accomplished. It now runs on in the 
same direction from the boilers to the turbines, where it is changed 
into mechanical energy, and then pasfees to the generators in which 
the conversion into electrical energy takes place. Continuing in the 
same direction, it comes to the generator bus-bars in the switch 
house, and finally enters the feeder cables. 

The auxiliary processes take place at right angles to this 
direction, each branch being made as short as possible. These 
processes include : leading the air for combustion to the boilers 
(this air being drawn from the boiler house), and the rapid distribution 
of the waste gas from above through separate vertical chimneys, 
leading the exhaust steam downwards through the condenser at right 
angles to the main direction, admission and discharge of the cooling 
water throusrh channels vertical to the main direction, admission and 
discharge of the cooling air for the generators vertically downwards, 
and the shortest possible connection with the outer wall of the 
engine room. The only exception is found in the course of the 
feed water, which must flow backwards, as one is obliged to use the 
condensed steam. 



CHAPTER II. 

COMPARISON OF COSTS FOR ELECTRICAL TRANSMISSION 
OF ENERGY AND TRANSPORT OF COAL (BITUMINOUS 
COAL AND BROWN COAL). 

It is very likely that most power stations would not have been 
erected on the sites on which they are to be found now had it been 
possible to foresee future developments, and to have due regard to 
conditions that affect the position of a power station. It seems, 
therefore, desirable to enter into discussion of the principle which 
should determine any decision as to the position of a power station. 

The whole question has increased in importance since, in many 
cases, the area of supply is very extensive, necessitating the trans- 
mission over long distances. In this connection it is interesting to 
ascertain how the cost of the transport of coal by mechanical means 
(railways or waterways) compares with electrical transmission, and 
also what influence the load factor exercises on the generating costs. 

Although the following calculations deal with the subject in 
general only, they possess a certain amount of direct value when it 
is desired to investigate the influence of certain conditions, and they 
can in this case easily be applied to conditions met with in actual 
practice. ' 

Two kinds of power stations must be considered, one situated 
in the centre of the area of supply and the other situated at a 
distance therefrom, necessitating long distance transmission of energy. 
Comparing the two power stations, it will be seen that in the latter 
case we get : — 

1. An increase in indirect expenditure, in consequence of a larger 
capital expenditure due to : — 

(a) The cost of the transmission line. 
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(6) The cost of a transformer station and, in the case of long 
distances, an intermediate station. 

(c) The cost of a larger power station, of a capacity to meet 

the maximum losses that occur in the transmission line. 
2. An increase in the direct working expenses owing to : — 

(d) The cost of transmission lines losses (copper or corona losses). 

(e) The cost of transformer losses in the additional transformer 

substation required. 
(/) The cost of repairs and inspection of transformer lines 
and transformer substation, etc. 

The greater expenditure outlined above was taken into con- 
sideration in the followinof manner : — 

L The extra indirect expenditure is calculated at the rate of 10 
per cent, of the extra capital expenditure to cover expenses, renewals 
and depreciation (due regard was given to the value of conductors). 

(a) Cost of transmission Hne. This was estimated in each 
case per mile and is based on the principal standard cross sections 
and pressures. 

Each line of masts is assumed to have two sets of wires and 
the cross sections are sufficient to carry the energy required over 
one set of wires in an emergency. The prices per mile are given 
in the following table : — 

Price of One Mile with Double Set of Wires. 

£ $ 

( Appi-oximateh'. ) 
60,000 volts.— 2 X 3 X 00542 sq. in. - - 880 (4,224) 

2x3x0-0775 „ - - . 1,020 (4,896) 

2x3x0-108 „ . . - 1,180 (5,664) 

80,000 volts. —2 X 3 X 0-0542 „ . . . 920 (4,416) 

2x3x0-0775 „ - . - 1,088 (5,22*2) 

2x3x0-108 „ - - - 1,256 (6,029) 

100-110,000 volts.— 2x3x00775 „ - ... 1,127 (5,410) 

2x3x0-108 „ - - - 1,288 (6,182) 

125-150,000 volts.— 2x3x0108 „ . . . 1,320 (6,336) 

2x3x01472 „ . . . 1,624 (7,795) 

2x3x0-1866 „ - . - 1,872 (8,986) 

2x3x0-2325 „ . - - 2,120(10,176) 
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As it is impossible to transmit a very large amount of energy 
along a single row of masts, the calculations were not extended 
beyond 50,000 kw. 

(b) The costs of transformer substations are approximately as 
follows : — 



Output of Stations. 



10,000 kw. 



20,000 kw. 



50,000 kw. 



At 60,000 volts 
„ 80,000 „ 
„ 100,000 „ 
„ 125,000 „ 



£ $ 

6,750 (32,400) 
7,750 (37,400) 
8,500 (40,800) 
9,000 (43,200) 



£ $ 

13,000 (62,400) 
14,500 (69,600) 
15,500 (74,400) 
16,500 (79,400) 



jG $ 

31,000 (148,800) 
35,000 (168,000) 
38,000 (182,400) 
40,000 (192,000) 



Intermediate substations were estimated at £2,000 to £3,500 
($9,600 to $16,800) according to pressure and energy passing through 
the substation. It was assumed that intermediate substations would 
be required as follows : — 

In 30 miles length of transmission line, no intermediate substations. 



)) 



60 



„ 125 



J> 



Ji 



>» 



I) 



>» 



f» 



>> 



>> 



)) 



)) 



i» 



J» 



$ 

9 15 Operkw. (46-80 per kw.) 
9 10 „ (45-60 „ ) 

(43-20 „ ) 



(c) The increase in power station capacity was estimated as 

follows : — 

£. 8. d. 
For 10,000 kw. - 

20,000 „ - . - 

50,000 „ - - - 9 

2. Increase in direct working expenses. 

(d) The cost of transmission line losses was taken at 0"177d. 
(0354 cent) per kw.-hour for bituminous coal power stations, and 
0088d. (0'176 cent) per kw.-hour for brown coal power stations. 

The following are the values taken for copper losses at different 
working periods : — 

8 per cent, of the full load losses at 1,000 hours. 
*>-2 2 500 

55 „ „ „ „ 5,000 

100 „ „ „ „ 8,000 

The value of the corona losses was estimated at 0*3 kw. (at 
6,000 volts and 70 sq. mm., or 0*108 sq. in.) up to 1*0 kw. (at 125,000 
6 
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and 70 sq. mm., or 0*108 sq. in.), according to the pressure and the 
size of conductor, and for an annual period of 8,760 hours. 

. (e) The cost of transformer losses is also calculated at the 
rate of 0*177d. and 0-88d. (0*354 cent and 0*176 cent) per kw.-hour 
respectively. The no-load and copper losses were taken at 0*6 
per cent, each of the full load capacity. The latter depends on 
the time value in the same way as the conductors. 

{/) The costs for repairs and inspections were taken at a rate 
of 1*5 per cent, of the extra capital expenditure, because, in the 
case of transmission lines, there is no relation between this 
expenditure and the time value. 

The above figures give the basis on which were calculated 
the transmission costs per annum for 10,000, 20,000, and 50,000 kw. 
at 80 per cent, power factor over distances of 30, 60, and 125 miles, 
with a utilisation of 1,000, 2,500, 5,000, and 8,000 hours. The 
following is an example based on 125,000 volts, 50,000 kw., 
125 miles, 2,500 hours. 

Pressure and Section op Conductors, 125,000 volts, 2 x 3 x 70 sq. mm. (0108 sq. in.). 

Price per mile ------ 

Maximum loss in line (12-5 per cent.) - 
Corona losses (1-6 kw. per mile) 

Maximum total losses 

Capital Expenditure. 

125 miles of transmission line at £1,300 per mile 
6,450 kw. power station capacity at approx. £9 per kw. 
Transformer station for 50,000 kw. 
Four intermediate substations - - - - 

Total extra capital expenditure - 273,000 (1,310,400) 

Expenses. 
1. Cost for losses : — 

Transformer no-load losses - - - - 1*9 mill. kw. -hours. 

Transformer copper losses . - . - 0*5 

Corona losses : appix)x. - - - 1*8 „ 

Copper losses in line - - - - - 11*0 „ „ 

1 5*20 mill, kw.-hours. 



£1,300 ($6,240) 
6,250 kw. 
200 „ 


6,450 kw. 


£ 
162,500 

58,050 

39,200 

13,250 


$ 
(780,000) 

(278,400) 

(188,200) 

(63,800) 
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£ $ 

11,200 (53,800) 

27,300 (131,040) 

4,100 (19,660) 



At the rate of 01?7d. per kw.-hour (0*357 cent) 
(bituminous coal) - . . - 

2. Interest on capital, 10 per cent, on £273,000 

3. Repairs and supervision, 1*5 per cent, on £27,300 - 

Total expenses for the transmission line 

with 50,000x2,500 = 125 million kw.-hours supplied at the end of 
the overhead line, i.e., 0'082d. (0-164 cent) per kw.-hour. 
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Fig. 50. Fig. 51. 

Figs. 50 and 51. — Annual Expenditure in relation to Hours of full use and Size of Conductors for 
transmitting 50,000 kw. over a distance of 125 miles. (Power Station burning Bituminous Coal.) 

There are certain conditions for all energies and distances 
that give the most favourable results, from an economical point of 
view, and these conditions were determined in the manner shown in 
Figs. 50 and 51, which refer to the transmission of 50,000 kw. 
over a distance of 125 miles. 

The total annual expenditure for a power station burning 
bituminous coal is shown in Fig. 52, and that for brown coal power 
stations in Fig. 53. In each case the results are given for various 
outputs and distances, and refer to the hours of full use. 
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The most economical transmission line pressures and sizes of 
wires are marked in the curves by the letters atoh. 

Figs. 54 and 55 show the cost of transmission per kw.-hour 
supplied at the end of the overhead lines, and in relation to the 
powerful influence the hours of full use have on the economy of an 
installation. 

In order to obtain a comparison of the costs of coal transport, 
the transmission costs were referred to the cost per ton of bituminous 
coal and brown coal consumed in a power station of a similar capacity, 
and with the same hours of full use, but situated within the area of 
supply. The results are given in Fig. 56 for bituminous coal, and in 
Fig. 57 for brown coal. 

The coal consumption of this power station was assumed to be 
as follows : — 



1 

1 


Power Station Burning 
Bituminous Coal. 


Power Station Burning 
Brown Coal. 


* 

' 1,000 hours of full use 
, 2,500 „ „ - - 
; 5,000 „ „ - - 
' 8,000 „ „ - - 


3"08 lbs. per kw.-hr. 

2-53 „ 

2-2 

1-98 „ 


9-9 lbs. per kw.-hr. 
8-16 „ 
7-05 „ 
6-39 „ 



With an output of 50,000 kw. to be transmitted 125 miles 
during 2,500 hours of full use, the total expenses involved by the 
transmission line would, according to the above, amount to £42,580 
($204,534) per annum for bituminous coal. 

A power station situated within the supply area and giving 
the same output of 50,000x2,500 = 125 million kw.-hours, would 
consume : 125,000,000 x 0*00115 = 144,000 tons of coal. 

The long distance transmission costs based upon a ton of coal 
will therefore amount to 

£42,580 -r 144,000 = about 6s. per ton. 
$204,384 -^ 144,000 = about $1'42 per ton. 

If under similar conditions the freight of coal delivered at a 
power station in the area of supply, including loading and unloading, 
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is less than six shillings per ton, then it would be cheaper to transport 
the -coal to the power station than to transmit electrical energy. 
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Fig. 52. — Annual Total Costs for Power Trans- 
mission. (Bituminous Coal Power Station. ) 
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Fig. 53.— Annual Total Costs for Power Trans- 
mission. (Brown Coal Power Station. ) 
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Figs. 56 and 57 will be found convenient for comparing the 
economy of the two methods of dealing with this problem. 
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Fig. 54. — Costs for Power Transmission 
in Pence per kw.-hour (Bituminous 
Coal Station). 
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Fig. 55. — Costs for Power Transmission 
in Pence per kw.-hour (Brown Coal 
Power Station). 



It is difficult to arrive at any general conclusion with regard to 
the advantages of one or the other method in the case of bituminous 
coal as will be shown from the curves, Fig. 56, which also include the 
bare freight costs for railway transport only (indicated by the letter 
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f). It is evident that in many cases such costs as those for loading, 
discharging, and for carrying the coal from the railway station to the 
power station will alone be able to turn the balance in economy from 
one method to the other. 

Long distance transmission of electrical energy will, as a rule, 
be more economical, however, than the transport of coal by railway 
where one has to deal with large outputs and more than 2,500 hours 
of full use. 

When the fuel consists of brown coal (Fig. 57) the transmission 
of electrical energy will, almost without exception, be cheaper than 
railway transport of fuel ; even low water freight of brown coal 
will in many instances not be able to compete with electric trans- 
mission. 

With the curves in Fig. 57 one can easily determine the 
economic operating radius of a brown coal power station when 
the prices of brown coal and bituminous coal are known. 

In Fig. 58 the costs of long distance transmission per kw.-hour 
(bituminous coal) are given in relation to distance, and in Fig. 59 
in relation to the output to be transmitted. 

From the latter curves it may be seen that at higher outputs 
than 50,000 kw, and normal hours of full use one cannot expect 
an appreciable reduction in the cost of electric transmission, apart 
from the fact that such large outputs cannot very well be trans- 
mitted on a single row of masts. 

Fig. 58 shows that for distances exceeding 125 miles the 
transmission costs increase practically in proportion to the distance. 

From a numerical comparison of the transport of coal and 
electricity based on the foregoing, one cannot justify the erection 
of very large three-phase power stations unless brown coal, waste 
heat, or some other very cheap fuel is available. One must also 
remember when making these comparisons that railways as a rule 
run along a straighter line than electric transmission lines. The 
latter can reach their destination, but by a roundabout route on 
account of difficulties in obtaining wayleaves and overcoming other 
obstacles. 
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Fig. 56. — ^Cost of Transmission of Power in Bituminous Coal, Power Station. 
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Fig. 57. — Cost of Transmission of Power in Brown Coal, Power Station. 
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Another point of importance, where railways are State owned, 
is that coal transport forms a considerable source of revenue to the 
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State, whereas with electric transmission the calculations are based 
on the bare prime cost apart from a small interest on the capital 
to be invested. 

Finally, the fact must be taken into consideration that in 
railway transport certain existing conditions can be relied upon 
from the beginning ; further, that electric conductors are not utilised 
at first to the extent assumed when making estimates. During 
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Fig. 58. — ^Coet of Transmission of Power in Bituminous Coal, Power Station. 

the period of development the calculated results will therefore be 
unfavourable to electric transmission in this respect. 

Taking all these facts into consideration, one can say that the 
cost of transport will be the same for both forms of energy under 
normal conditions ; the superiority of electric transmission only 
becomes apparent with a very high load factor. It must, however, 
not be deduced from the foregoing, that the erection of large 
three-phase power stations is not justified in itself; the advantages 
are to be found in other directions, as will be shown later on. 

Before proceeding, however, we will again refer to the above 
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calculations. When considerable parts of the energy are tapped oif 
the main transmission line at intermediate points, the figures are 
subject to a modification in favour of centralisation, as the conditions 
of load along the line will then become improved ; at the same time 
it must be borne in mind that one cannot tap off any sujall amount 
of energy from a transmission line. The high cost of the trans- 
forming stations makes it essential to distribute large amounts of 
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Fig. 59. — Cost of Transmission of Power in Bituminous Ck>al, Power Station. 

energy at intermediate points. On the other hand, an area of con- 
sumption situated along the line may necessitate a deviation of the 
main transmission line. 

The example chosen would, of course, not apply to a very 
extensive area along the line that may have to be opened up ; a 
problem of this kind would perhaps be solved best by running a 
single set of conductors as a ring transmission main, which affords 
reasonable possibilities for continuity of supply. 



CHAPTER III. 

ECONOMY AND GENERATING COSTS IN RELATION TO 

CAPACITY AND UTILITY FACTOR. 

1. BASIS OF CALCULATIONS. 

A COMPARISON of the transport costs of energy is seldom the only 
point of view to be considered when dealing with entire schemes for 
the supply of large areas. One must, at the same time, draw a 
parallel between the provision of a single station and a large number 
of local stations of medium size. When viewed from this aspect, such 
appreciable differences will be found to exist, that there can be no 
doubt of the great advantage of centralisation in large works. 

According to present-day experience the capital expenditure on 
power stations may be taken to be roughly as follows : — 

Medium size stations, £15 ($72) per kw. installed. 

Large stations with an installed capacity of 10,000 kw. upwards, 
£10 (§48) perkw. 

Very large stations with units of 15,000 to 20,000 kw., £7 to 
£7. 10s. (§34 to $36) per kw. 

What also is in favour of centralisation, and reduces the generating 
costs of a large station below those of a number of smaller ones, is 
the fact that each of the local stations must be equipped for the local 
maximum, while a single large station need only provide for the sum 
of all local maxima multiplied by the diversity factor, that is to say, 
not more than 60 to 80 per cent, of this sum. 

Several small stations must also have a larger total of spare plant 
than one large station. Even in power stations of medium size the 
distribution costs are frequently greater than the generating costs. 

A comparison can be obtained from the following figures ; — 
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Power Station. 

A. Units of generating plant - - 20,000 kw. 

„ „ boiler plant - - 7 for each generating set. 

B. „ „ generating plant - - - 5,000 kw. 

„ „ boiler plant - 4 for each generating set. 

C. » II generating plant - 1,000 kw. 

boiler plant - - - I for each generating set. 



»» I) 



The following are the values to be taken into consideration in 
each case : — 

1. Total heat consumption (W^) in relation to the momentary load 
factor of machines in commission, expressed in B.Th.U. per kw.-hour. 

W,?-- + 6.. ... (1) 

Where m = Momentary load factor 

_ Momentary load on the sets 

Most favourable ( = full) load* 
a„. = Heat consumed by boilers, with generating sets running light, in B.Th.U. 's 

per hour and per kw. of the total output of the sets in commission. 
A^ = Additional heat consumed by boilers in B.Th.U.'s per hour and per kw. of 

energy supplied. 

2. Average annual heat consumption (W^) in relation to the 
average utility factor of the station (B.Th.U. per kw.-hour). 

Where s^a.^ = Number of running hours per annum of generating sets, 
LjL.2 = Full load of generating sets in kw., 
z = Number of generating sets, 
n = Utility factor of station as a decimal, 
= Average annual output, 
a^ and h^ = As under I. 

Equations for the total annual heat consumption of the station : — 

n X 8760 X :i: X L X W^ = :S (« X L) X a,, + 7i X 8760 x 6,, x IrlL. 

W„= - X ^„-^j.^- .,; X a^,'\-b^ in B.Th.U. per kw.-hour. - (2) 
n 8/60 x2:L 

When all generating sets are of the same size, then : — 

W„ = L X -^4^ X a.„ + 6,, in B.Th.U. per kw.-hour. - (3) 

ti otoO xz 
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Assuming : — 

-^ (*)_/•_ p "F .f _ Total running time of all sets 

8760 X 2 Maximum possible running time' 

W^ = - x/x a^ + b„ in B.Th.U. per kw.-hour. - - (4) 

n 

Extreme Cases for f. 

First Extreme Case,—f^^^ = 1, that is to say there is only one set, 
or all sets are in commission continuously. 

W,„ = X a,., + h,„ in B.Th.U. per kw.-hour. - - (5) 

n 

Second Extreme Case. — -fnun. = ^^ that is to say, either all sets are 
running continuously at full load, or, in the case of a large number of 
sets, the load is so distributed that any set in commission runs fully 
loaded. 

W„ = a^^b„ B.Th.U. per kw.-hour. - - - (6) 

i.e., the thermal efficiency is independent of the load factor. 

3. Average annual running costs in relation to the utility factor 
(n) of the station in pence per kw.-hour (cents per kw.-hour). 

K = -- xc + gx W^ in pence per kw.-hour (cents per kw.-hour) (7) 
n 

= - (c + g x/x a J) + g xb^^in pence per kw.-hour (cents per kw.-hour) (8) 

'/v 

= - X A + B in pence per kw.-hour (cents per kw.-hour). - - (9) 

A = c + 5r xy X rt^ in pence per kw.-hour (cents per kw.-hour). - " (1^) 

B = 5r X 6,t, in pence per kw.-hour (cents per kw.-hour). - * (H) 

In equations 7 to 11 : — 

c = Average annual running and capital costs (exclusive of fuel) per hour and 

per kw. installed, in pence (cents). 
17 = Cost of fuel per B.Th.U. in pence (cents). 
A = Total running costs per kw. installed and per hour at no-load (no energy 

being supplied), in pence (cents). 
B = Additional costs per kw.-hour supplied, in pence (cents). 

The comparison of examples A, B, and C mentioned previously 
is based on the following values : — 
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Basis of Comparison. 



No. 



Item. 



Size of Generating Sets. 
Power Station. 



A. 20,000 kw. 



B. 5,000 kw. 



C. 1,000 kw 



1 Efficiency of a boiler unit at 

the most favourable load 
{ = full load), including ener- 
gy for artificial draught, 
chain grate stoker, tube 
cleaner, and feed pumps 

2 No-load consumption of a 
boiler unit in accordance 
with 1 as a percentage of 

the full load consumption — 
Boiler alone 
I Auxiliary machine 

Feed pumps 
Total .... 

3 Thermal drop for 1 lb. of 

steam in the turbine and 
condenser (185 lbs. per 
square inch, 570° F.) - 

4 Steam consumption per kw.-hr. 
' of one generating set at the 

most favourable load ( = full 
load), including energy for 
excitation and condensing 
plant 

5 Thermal equivalent for 1 

kw.-hr. . - - . 

6 I Efficiency of one generating set 

in accordance with 4 - 

7 No-load consumption of one 

generating set in accordance 

! with 4 as a percentage of 

the full load consumption - 

8 Pipework. For determining 

the thermal losses all pipes 
are reduced to the dimen- 
sions of the live steam pipes : 
Reduced length - 
Diameter - 
Reduced surface - 

9 Thermal losses in the live 

steam pipes per square foot 
of surface per hour 
10 Efficiency of the pipework in 
accordance with 8 and 9 
(throttling losses neoflected^ - 



78 7, 



76 7, 



75 ' 



9 7„ 

1-5 7, 
0-5 7 

1107' 



9-75 7, 

1-57 
0-5 7 

11-75 7. 



107 

1-5 7 
0-5 7 

120 ^ 



1,250 B.Th.U. 1,250 B.Th.U. 1,250 B.Th.U 



12-75 lbs. 
3,410 B.Th.U. 

21-5 7„ 



14-3 lbs. 

3,410 B.Th.U. 

191 7. 



107. 



12-5 7^, 



16-5 lbs. 

3,410 B.Th.U. 

16-6 7,. 



157. 



492 ft. 

15 ins. 

1,937 sq. ft. 

370 B.Th.U. 

99-8 7 



492 ft. 
11 ins. 



525 ft. 
7^ ins. 



1,399 sq. ft. ! 1,076 sq. ft. 



370 B.Th.U. 



99-7 7 



370 B.Th.U. 



99-6 7^ 
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No. 



11 



12 

13 

14 
15 

16 



17 
18 

19 



Basis of Comparison — {continued). 



Size of Generating Sets. 
Power Station. 



Item. 



A. 20,000 kw. 



B. 5,000 kw. 



C. 1,000 kw. 



Consumption in the power 
station itself as a percent- 
age of the full load capacity 
(lighting, workshop, etc.) - 

Capital expenditure per kw. 
installed - . - - 

Supplies, water, taxes, etc., per 
kw. per annum - 

Salaries per kw. per annum - 

Repairs per k w. per annu m ( 1 7 o 
of capital expenditure) 

Interest and renewals per kw. 
per annum (12 ^"/^ of capital 
expenditure) 

Calorific value per lb. of coal - 

Cost of coal per ton delivered 
inside the boiler house 

Cost of one thermal unit 



0-5 7 



0-75 7^ 



£7-10 ($36) i £10 ($48) 



3-5d. (7 c.) 
3s. (72 c.) 



5d. (10 c.) 
4s. 3d. (98 c) 



Is. 6d. (36 c.) 2s. (48 c.) 



10 7o 
£15 ($72) 

7d. (14 c.) 
6s. (144 c.) 

3s. (72 c.) 



18s. ($4-32) 248. ($5-76) 36s. ($8-64) 

13,500 B.Th.U. 13,500 B.Th.U. 1 13,500 B.Th.U. 



15s. ($3-60) 

0-592 X 10-»d. 

M9xl0-»c. 



15s. ($3-60) ! 15s. ($3-60) 
0-592 X 10- »d. 0-592 xlO-»d. 
M9xl0-»c. M9xlO-»c. 



Balance of Working Costs. 

Working Costs in Pence per Kw.-Hour at Full Load. 



No. 



27 
28 

29 
30 
' 31 



32 



Item. 



A. 2(),(K)0kw. 



B. 5,000 kw. 



C. 1,000 kw. 



Con- 
stant. 



Vari- 
able. 



Total. 



Con- Vari- 
stant. able. 



Total. 



Con- 
stant. 



Coal (19-25) - - 1 0-0232 00988! 0122 , 0-0300 " OHIO 
Supplies, water, etc. ! j 

(13) - - - 0-0004 ... '0-0004 0-0005 



SteflF(14) -1 0-004 

Repairs (15) - - 0-0020 
Interest and renewals 0*0243 



Total - - 00539 



0-004 

0-0020 

0-0243 



0-0056 
0-0027 
00324 



0-1405 : 0-0390 

t 
I 

0-0005 0-0008, 

0-0056 00081, 

0-0027 0-004 

00324 00486 



Vari- 
able. 



0-1261 



Total. 



0-1651 

0-0008 
0-0081 
0-004 
; 0-0486 



0-0988 



0-1527 00712 



0-1110 '0-1817 0-1005 0126110-2266 



Note. — To obtain working costs in cents multiply the above figures by 2 
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Thermal Balance. 

Initial value, 100 B.Th.U. The figures for items 20 to 24 at the same time give 
the percentage efficiency. 

The figures in brackets refer to items under the " Basis of Comparison." 
Thermal Consumption in Power Station at Full Load. 





A. 20,000 kw. B. 5,000 kw. 


C. 1,000 kw. 


V 


No. Item. 






1 


— 








Con- 
stant. 


Vari. 
able. 


Total. 


Con- 
stant. 


Vari- 
able. 

B.Th.U. 


Total. 

B.Th.lT. 


Con- 
stant. 


Vari- 
able. 


Totol. 

B.Th.U. 




1 




B.Th.U. B,Th.r. 


B.Th.U. B.Th.U. 


B.Th.U. 


RTh.r. 




20 Boiler (1, 2) 


















Input 


11-0 89-0 


100-0 


11-75 88-25 


100-0 


12-0 1 880 


100-0 




Output 


• ■ ■ 


• • • 


78-0 


• • • 


• ■ • 


76 


• • ■ 


• ■ « 


750 




21 1 Pipework (10) 




















Input 


0-16 


77-84 


78-0 


0-23 75-77 


76-0 


0-3 ' 74-7 


75-0 






Output 


• • • 


• • • 


77-84 


1 

. . * t a • . 
1 


75-77 


• • • • • ■ 


74-7 




22 Generating sets (6-7) — 




















Input 


7-78 


70-06 


77-84 


9-45 


66-32 


75-77 


11-2 , 63-5 


74-7 




Output 


• • • 


■ • • 


16-7 


• • • 


• « • 


14-50 


... 


• • • 


12-4 




23 j Bus-bars (11)— 






















1 Input 


0-08 


16-62 


16-70 


0-11 


14-39 


14-50 


0-12 


12-28 


12-40 






Output 


■ • • • • • 

1 


16-62 


• • • ' • • • 

1 

1 


14-39 


• • • 


• ■ • 


12-28 




!24 


Total balance— 




1 
1 










Input 


1902 


80-98 


100-0 


21-54 


78-46 


1000 


23-62 


76-38 


lc»0-0 




1 


Output 


• • • 


... 


16-62 


• • • 


■ • • 


14-39 


• ■ • 


• • • 


12-28 




1 

25 . Total balance per kw.-hr. 
























at full load — 


1 








. 












Input 


3,900 


16,600 


20,500 


5,145 


18,605 


23,750 


6,580 


21,120 


27,700 






Output 


• • • 


. . • 


3,410 


• • • 


• • • 


3,410 


• • ■ 


... 


3,410 




26 


Most favourable coal con- 


Lbs. 


Lbs. 


Lbs. 


Lbfi. 


Lb8. 


Lbs. 


Lbs. 


Lbs. 


Lbs. 




sumption per kw.-hr. 


0-286 


1-232 


1-518 


0-374 


1-386 1-76 


0-484 


1-57 


20-46 
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Equation Constants. 

(The numbers in brackets refer to the items from which the figures are taken.) 



Term. 



Designation. 



Svnilx)!. 



Thermal consumption at 
Do-load (25) 

Additional thermal con- 
sumption (25) 

Working costs exclusive 
of coal (32, 37) 

Costof coal (19) - 



B.Th.U. per kw.-hr. a, 

output 
B.Th.U. per kw.-hr. | 

Per kw. I Pence. I 

installed ( Cents. 

PerB.Th.r. I ^^"^^* 



Tl- 



r 



U 



A. 'i«»,(MK»kw. 



Power Stations. 



3,900 

16,600 

0-0308 

(00616) 

0-592 X 10-* 

(1184x10-5) 



B. r),ono kw. 



C. 1,000 kw. 



5,145 
18,605 



6,580 
21,120 



0-0414 00615 

(0-0824) j (0-1230) 

0-592 xlO-'! 0-592x10-5 

(M84xlO--0 (1184x10-*) 



No. 



6 



Term. 



Final Equations. 



Type of Power Station. 



Designation. 



A. 20;00akw. 



B. r>,0(lOkw. 



1 i Momentai v thermal 
consumption 

Average annual ther- 
mal consumption 

5 Extreme case f= 1 - 



Extreme casey= n - 

Average annual work 
ing costs 



B.Th.U. per 
kw.-hr. output 

B.Th.U. per 
kw.-hr. 

B.Th.U. per 
kw.-hr. 

B.Th.U. per 

kw.-hr. 

Pence per 

kw.-hr. 



W, = 3900x - : 
m 

-h 16600 j 

W,„ = 3900 X 1 x/ Vs\ = 5145 X -^ x/ 



AV, = 5145 X — 
m 

+ 18605 



1 



)< 



+ 16600 
AV^i = 3900 X 

-h 16600 
W„3 = 20500 



K = 0-0308 X L 

n 

+ 0-592 xW^ 

xlO-*^ 



+ 18605 
\\' ,-5145x 1 



n 



+ 18605 
W,„o = 23800 



K = 00412 X 



1 



n 



xlO-5 



C. l,OCJOkw. 



1 



m 



W, = 6580x 

+ 21120 ! 

W„. = 6580 X 1 X / 

n * I 

+ 21120 

W^, = 6580 X ^ 

n 

+ 21120 

W^= 27770 

K = 00615 xi 

n 

+ 0-592 X W„ 

xlO-« 
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Example L 

AvERA(iE Annual Thermal Consumfiuox per 
Effective Kw.-hour. (W,„). 





Extreme Cane : f- 1 , 


H= m^ 








Extreme C»ise : j 


f'=«, 






Equation 5. 




Power Station. 




Equation H. 




Utility 


] 


t'ower Station 


• 




1 


*ower Station. 


Factor. 




-^ 


' 












A. 

20,()00 kw. 

B.Th.U. 

per kw.-hr. 


B. 

5,000 kw. 

B.Th.U. 

per kw.-hr. 

23,750 


c:. 

LtXiOkw. 

B.Th.U. 

per kw.-hr. 

27,700 


InP 
(Exam]: 
A. 

100 


ercentages of 
>le A atH=l-0). 
B. C. 


A. 

B.Th.U. 

per kw.-hr. 


B. 

B.Th.U. 

per kw.-hr. 

23,750 


C. 

B.Th.U. 

per kw.-hr. 


10 


20,500 


861 : 740 


20,500 


27,700 


0-9 


20,950 


24,400 


28,480 


98 


84-2 


721 






?» 


0-8 


21,450 


25,105 


29,410 


95-5 81-9 69-6 




-J 


1 « 


0-7 


22,395 


26,000 


30,560 


91-8 1 79-0 670 






i» 


0-6 


23,150 


27,205 


32,080 


88-9 75-6 63-8 

1 






V 


0-5 


24,420 


28,900 


34,400 


84-1 


71-0 59-8 






«» 


0-4 


26,400 


31,575 


37,600 


77-9 65-2 


54-7 




»' 


'» 


0-3 


29,220 


35,980 


43,100 


69-4 1 57-2 


47-5 






^1 


0-2 


36,150 


44,3^0 


54,150 


56-7 ' 46-4 


37-9 




^ ^ 


«> 


01 


55,670 


7C,200 


87,000 

• 


36-8 


29-3 


23-6 




'' 


" 



Note. — The percentage values of the middle columns, when multiplied by 0*1062, give the tot*il 
thermal efficiency of the works as a percentage, 0*1662 — No. 24a, p. 96. 

Example II. 

Average Total Annual Running Costs in Pence per 

Effective Kw.-hour. (K). 



Extreme Case : /- 1, Equations 7^ and 7. 


Extreme Case : /=?J, Equations 6 and 7. 




Power Station. 




Power Station. 




Utility 

Factor. 




A. 






A. 


B. 1 C. 


B. 


C. 


20,000 kw. 


.),000kw. 1 1,000 kw. 


■20,00<.) kw. 


5,000 kw. 


l,0<M»kw. 


1 
l>er 


jence 
kw.-hr. 


pence pence 
per kw.-hr. per kw.-hr. 


pence 
per kw.-hr. 


pence 
per kw.-hr. 


pence 
per kw.-hr. 


r 

10 


1552 


•1882 


•2258 




1522 


•1882 


•2258 


0-9 


1582 


•1893 


•2371 




1556 


•1868 


•2327 


0-8 


1656 -2002 


•2506 




1599 


•HVJ6 


•2409 


0-7 


1765 


•2129 


•2691 




1653 


•1998 


•2524 


0-6 


•1881 , -2276 


•2927 




"1727 


•2097 


•2668 


0-5 


■2062 


•2538 


•3261 




1828 


•2234 


•2872 


0)4 


2328 
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These calculations show that the thermal or coal consumption is 
also dependent upon the running factor, apart from the utility factor, 
this being all the more the case the smaller the annual utility factor 
of the power station. Special attention should be given to this. point, 
because a station superintendent is able to keep the running factor 
low to a certain extent by an intelligent division of the running 
period of the various sets, and can thus approach the most favourable 
coal consumption as given by equation (6). A record of the running 
factor (which, similarly to the utility factor, can be determined also 
for shorter periods) would thus offer valuable assistance in controlling 
the expediency of measurements adopted by the supervising staff. 

The difference in thermal consumption for the two extreme cases 
of running factor in relation to utility factor may be seen from the 
table, Example I., page 98 (see also Figs. 60, 61, and 100). 

From this table it will be seen that -with a utilitv factor of 01, 
for example, the coal consumption may rise to three times the value 
obtainable with the most favourable load factor, if the running 
factor is not favourable. 

2. ECONOMIC DEDUCTIONS. 

The figures obtained show the superiority of large stations over 
medium-sized and small stations. The fact that the diversity factor 
falls as the supply area and consumption increases, whereas the load 
factor, and with it the utility factor, rise, makes the advantage of 
erecting large stations still more clearly evident. For example, 
according to the above tables a utility factor of 40, 30, and 20 per 
cent, may be taken for the stations A, B, and C ; the average value 
of the generating costs between F = 1 and / = n \vould then be : 0*2 15 
penny (0*4359 cent) for A, 0'3137 penny (0*6360 cent) for B, and 
0*5487 penny (1*1 124 cents) for C. These large differences, which hold 
good for new plant, will be seen to become greater still when the above 
figures are compared with the prime costs of existing power stations. 

If one were confronted with the task of supplying a very large 
district, such as the whole of Germany, for example, with electricity 
in the most economical manner possible, and without being restricted 



lOO 



LARGE ELECTRIC POWER STATIONS 



by political boundaries, other power stations, and municipal authorities, 
the problem would have to be solved in the following manner : — 

A comparatively small number of very large power stations, with 
units of at least 20,000 kw., would be erected at suitable points. The 
most suitable neighbourhood for steam power stations would of course 
be near coal fields, but at the same time due consideration should be 
giv^en to the demand that could be supplied at an intermediate 
pressure, and to the possibiHty of 
firing the boilers with waste coal or 
utilising any available waste heat. 
In brown coal districts a power 
station of this description would 
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have to be erected directly on the coal fields, because the transmission 
costs do not appreciably affect the results for reasons already stated. 
Harbours and waterways may also be regarded as suitable localities 
owing to the convenience of transporting coal by water. 

A number of such power stations would be distributed over the 
whole of Germany ; their size and the distances between one another 
would depend upon the density of the demand. The most economical 
distance can be calculated when the conditions are known ; such 
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calculations are, however, seldom of much use in practice, because 
generally there are other considerations that decide the position of 
the site. Nevertheless, it would hardly be advisable to design 
stations for outputs exceeding 80,000 to 100,000 kw., as at these 
outputs two power stations of half the size would not be much more 
expensive to erect and to operate than one large station. 

The power stations would be interconnected by high-tension 
lines for pressures of 60,000 to 100,000 volts, and with conductors to 
enable the stations to support one another to the extent of 20,000 to 
30,000 kw. according to the density of the demand. Although the 
transmission lines would have to pass large intermediate centres of 
consumption, it would, nevertheless, be advisable to keep the number 
of tappings as low as possible. The branch feeder stations are in a 
sense power substations for local consumption ; they would transform 
the pressure of the lower voltage of any large existing network — 
generally this should be between 10,000 and 20,000 volts. The 
distribution of energy for local consumption would be carried out 
from these mains in the usual manner. A mesh system of high- 
tension lines would thus be obtained, and the size of the meshes would 
depend upon the specific density of the demand ; the distance between 
power stations would vary between 50 and 200 miles. 

Any large existing water power station would be connected up 
to this netw^ork, and it would be possible to arrange for future 
extensions in accordance with the average (juantity of water available 
aTid not the minimum quantity as hitherto. 

The principle on which a system of this kind sliould be operated 
would be to keep the utility factor of the most economical stations as 
high as possible, while smaller and less economical stations would be 
employed principally for dealing with peak loads. 

The foregoing considerations may be summarised in the state- 
ment that much of a profitable nature, both from a technical and an 
economical point of view, still remains to be accomplished in power 
station design. Solutions of these problems are sure to open up new 
fields in the applicaticm of electricity. 

Further development of this extensive branch of engineering 
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must, of necessity, finally lead to a uniform treatment of the problem 
of general supply outlined above. One cannot expect, moreover, a 
continued disregard of the possible saving in national property that 
might be effected by injproving present-daj^ methods of designing and 
operating undertakings for the production of electricity. 



CHAPTER IV. 

FIRST CONSTRUCTIONAL EXAMPLE: MARKISCHE 

ELECTRICITY WORKS. 

1. GENERAL. 

The town of Eberswalde is situated some twenty miles to the north of 
BerUn, on the banks of the Finow Canal, a waterway which joins 
two important rivers. One of these is the river Elbe, which flows 
into the North Sea not far from Hamburg, and the other is the 
river Oder, which flows into the Baltic Sea at Stettin. The 
canal derives its name from the river Finow, the course of which it 
follows. The water power of this latter river is still utilised in a 
number of falls. A flourishincy industrv, which dates back to the 
time of the Great Elector, has gradually developed along its banks, 
favoured by the proximity of the city of Berlin. 

The small amount of power obtained from the river Finow has 
lonor acjo ceased to be sufficient for the demand, and it therefore 
became necessary to resort to steam power. At the present day the 
river Finow is far more serviceable as a waterway for barges for 
coal and other freight than as a source of power. 

With the object of supplying power to this industrial district, a 
company was formed in 1909, and a power station, the Miirkische 
Electricity Works, was built on the banks of the Finow Canal. 

Investigations made in the early period of the scheme showed 
that the principal consumers w^ould be : — 

Brickworks with about 2,000 working hours per annum, and 
a diversity factor of about 100 per cent. 

Factories with 3,000 to 7,000 working hours, and a diversity 
factor of from 40 to 70 per cent. 
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LARGK ELECTRIC POWER STATIONS 



Lijcal authorities 
ami iarin?^ with 150 to 
1,000 working hours, 
and a diversity factor 
of about :{5 per cent. 

The lay-out was 
based on a peak load 
of about 3,200 kw., 
whereas* ;),oOO kw., and 
8,H0I) were the assumed 
peak loads for the first 
and second extensions 
respectively. In con- 
secpienee of the large 
■ proportion of power 
taken, a load factor of 
35 t<i 40 i>er cent, was 
estimated for the gen- 
erating station. Under 
the above conditions, 
the most suitable sizes 
of machines were con- 
sidered tu he units, each 
developing 3,60(l kw. 
at 80 ])er cent, power 
factor. The engine 
room was accordingly 
designed for the accom- 
modation of three steam 
turbines, and the Ixiiler 
house . for six boilers 
evap<»rating from 2(J,400 
to 3:1,000 lbs. of water 
])er hour. ( )f this plant, 
two steam turbines and 
three boilers were at 
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first installed.. The works were extended in 1912 by the addition 
of a turbo-generator, with an output of 8,000 kw., and three 
additional boilers. 

A site for building the power station (see Fig. 63) was selected 
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Fig. 03.— Plan of Site. 
Scaif, 1 to 1,.5<)0. (Dime\i8ions in metres.) 

at Hegermuhle (about two miles frou) Eberswalde), on the banks of 
the Finow Canal. This position enabled coal to be brought alongside 
the power station by water, and an ample supply of water for cooling 
purposes and for feeding the boilers was ensured. 

The decisive factor in the choice of the site was that at 
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Hfgeniiiihle the Finow Canal ruii!* 
nearest to the large waterway, which 
is navigable for large sliips. With 
this site was acquired a strip of land 
right up to this waterwaj'^ at a dis- 
tance of 875 yds. The site is of 
ample size to allow of future exten- 
sions ; it is fairly level and has a 
sandy subsoil. 

Fig. 63 shows how the canal 

has been widened so as to provide 

for a swinging berth and landing 

facilities. Sufficient room has been 

« arranged for two 200-ton barges. 

_ The coal store runs parallel to the 

■% canal immediately opix).site to the 

'' jxjint where the barges land. The 

boiler house and engine room are 

^ placed at one end of the coal store, 

= in such a way that the length of 

^ the inlet and outlet ducts for the 

_, cooling water are as short asjHJSsihle. 

^ It will be noticed from the lUustra- 

'^ tions that the centre Hue of the 

boiler house is at right angles to the 

centre line of the engine room. A 

separate building was reserved for 

the switchgear, but the engine room 

and switch house arc connected to 

one another by a covered biidge. 

2. COAL STORE AND COAL 
TRANSPORT. 
The coal store is of a suffi- 
cient .size to accommodate a four 
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months' supply, because a regular supply of coal by water cannot 
be relied upon during severe winters. The coal delivered is suitable 
for use on chain grate stokers ; coal crushers can therefore be 
dispensed with. The barges are emptied with grabs controlled 
from the coal bridge,' and discharged on to the coal store ; the 
general arrangement of the coal bridge is shown in Figs. 64 and 
65. The track for the coal bridge on the land side was constructed 
to support a second similar bridge for tra^'elling over the coal store 



Fig. (M.-Ciial l!n<lg>.-. 

in front of a second boiler house. The idea is to connect the second 
coal bridge rigidly to the first (»ne. A driver's cabin is attached 
to the traveller, from whicli the lifting and travelling movements 
can be controlled. 

Underneath the coal store two |mssages of reinforced concrete 
have been constructed {see Fig. 6G) ; they contain the track for the 

' Coal bridge-manufacturers, M.A.N. ; capacity, 40 tons per hour; span 
between supports, 88 ft. ; projecting arm, 42 ft. ; carrj-ing capacity of traveller, .3 tons 
capacity of automatic grab, TO cub. ft.; duration of one working cycle, 110 sees, 
lift, 33 ft.; travel, 130 ft.; depth of lowering, 16 ft.; drive, tlu-ee-pliase motors 
30 H.P. for lifting motor; l."> H.P. for travelling motor; 9o H.P. for bridge 
movement. 
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Fi^. 6oA.- -Boiler House. 

endless chain of the bucket conveyer.^ The size of these passages 

• Coal conveyer — manufacturers, C. Schenk, G.m.b.H., Darmstadt. Capacity, 
14 tons per hour; length of bucket chain, about 1,000 ft. ; number of filling hoppers, 
42 ; number of charging machines, 2 : number of weighing machines, I ; drive, one 
8 11. P. three-pliase motor. 
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Fig. fit!.— Conl Store. ArrangenienU fr)r Coal Transport. 
Sm/e. 1 to -JIHK 

is 6 ft. 6 in. X 5 ft. 9 in. There are a number of small hoppers in the 
roof of tiiese passages, through which the coal from the store reaches 
the conveyer buckets. 

The chains travel from one passage into the other through a 
double spiral placed above ground. Before entering the boiler 
house the conveyer jjasses over an automatic coal weighing machine 
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placed ill the passage nearest the canal (Figs. 66 and 67) It 
iuriiishes a daily recoi-d of the consumption of coal, provided the 
coal hunkers are filled each day at the same time. 

■■i. BOILEK HOUSE. 

'(. Bl'l 1,1)1 N(iS. 

The provisions necessary inside the holler house for bringing 
the coal tt) the boilers are of light construction, and take up very 



KiK- (i7. — Automatic Ci«I Weighing Machine in the Coiiveyir PaBsiij^. 

little space ; the conveyer is therefore placed between the roof 
trusses. As the coal u-sed contains very little dust, it was not 
neces-saiy to enclose the conveyer inside the boiler house. The 
chain of buckets is therefore quite open and readily accessible on 
either side from gangways {Fig. 68). 

The buckets are discharged through automatic catches built 
in pairs into each filling hopper, and operated by a liandle in front 
of the boiler near the cliain grate. The bunkers were dimensioned 
for not more than a two hours' supply of coal, as in view of the 
great reliability of the coal- conveying plant the storage of coal 
inside the boiler house appeared superfluous. The adoption of this 
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principle for the design of the boiler house leatls to an extremely 
light constructional ironwork, and the advantage of beinj; able to 
dispense with iron columns. When a bunker is filled the furtlier 
discharge of coal is stopped automatically. When all bunkers are 
filled the buckets are automatically discharged on the return trips 
into a coal shoot situated in the front of the boiler house (see 
Fig. 69). As all buckets are tipped automatically when passing 



I'ig. 1)8. —View i>f Oml Conveyer in the Roof of Boiler Hihibo. 
Sca/f. 1 to 200. 

over this coal shoot, the weight of the coal from any full buckets 
moves a flap which switches oft' the conveyer motor. 

Different mixtures of coal can be obtained by filling the buckets 
alternately from ditt'erent hoppers in the coal store. 

h. Bon,KRS AM) ECOXOMISERS. 

The boiler house (Figs. Ci) and >0) is laid out for six units, 
each consisting of a boiler, economiser, air-draught plant, and iron 
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chimney. It covers an area of 87 ft. x 72 ft. 3 in., equal to 6,214 sq. ft., 
and has a maximum output of about 209,500 lbs. of steam per hour. 
Three of the units mentioned were installed at first. The steam 
produced per square foot of the area covered for the first lay-out 
is about 34 lbs. The weight of the ironwork employed in the 




Fig. 69. — Section through Boiler Hou^e looking towards the Coal Yard. 

Sc€Uey I to 200. 

construction of the whole boiler house is 96 tons, or about 1 lb. of 
iron for 1 lb. maximum output in steam. 

These exceedingly low figures were obtained, on the one hand, 
by employing the above described coal conveyer, and, on the other 
hand, by the adoption of a form of boiler proposed by the author 
and constructed by Babcock & Wilcox, Ltd. Apart fron) the 
whole arrangement of the plant, the boiler alone gives excellent 
results from the point of view of thermo-efficiency, and the favour- 
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able heat characteristics obtained are largely attributable to this 
point. 

Apart from the satisfactory utilisation of the available space, 
further advantages are also obtained from this construction in the 
low thermal losses from radiation and conduction. The entire 



Fig. TO. —ISecticni~ through Boiler House looking towards the Engine Room, 
Scale. 1 to 2tXI. 

exposed surface of the boiler and economiser becomes much smaller 
than in the case of the customary separate form. Good heat 
insulation can also be obtained easily {even when running for long 
periods, the temperature of the outer walls of the boiler does not 
exceed about 140° F.). Another very important point was the very 
appreciable reduction in the resistances of the entire boiler plant. 
All these reasons made it possible to work with naturral daught 
8 
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up to about two-thirds of the maximum boiler output, notwith- 
standing the comparatively low lieight of the chimneys. The fan 
is naturally required at times when the maximum load comes on ; 



Fig. 71.— End View of One Roiler Unit. 

the small increase in power, as compared with natural draught,' 
' Forced draught plant — manufactured by the Qesellschaft fiir Kllnstlichenzug, 
Dimensioned for an air supply of one and a half times the normal, gauge behind the 
economiser ; normally, 1 in. ; maximum, 1 '49 in. ; height of iron chimney above 
boiler house floor, 100 ft. ; external diameter of cliimney at top, 65 ft. Type of fan, 
sirocco driven by three-phase motor. Fans supplied by White, Child & Beney. 
Power consumption, normal, 20 H.F. ; maximum, 30 H.P. 
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is at such times of no economical importance. The simplicity of 
operation, absence of reversing valves, the fact that the fan moves 
cold air only, and can be installed in a readily accessible position, are 
advantages which under similar conditions make this ejection system 
superior to others employing induced draught. 

Fig. 72 shows a section through the boiler with the economiser 
mounted on top.^ As may be seen, the complete set is self-contained, 
and is encased in iron, thus preventing air leakage. A large steam 
drum is placed on top of the main boiler drum so as to trap any 
water that might otherwise get into the superheater. 

The ash falls through hoppers into trucks in the very spacious 
basement. 

The boilers and economisers are so dimensioned in relation to one 
another that the gases enter the economiser at a temperature of 
about 750° F. The temperature of the feed water is raised to about 
250° to 285° F. 

The importance of preventing air from getting into the feed water 
is generally recognised, as the work of the pump for the condenser 
is largely affected by the amount of air in the condensed steam ; more- 
over, the existence of air in the water exercises an injurious effect on 
the boiler and economiser tubes. If^ as in the present case, the 
condensed steam from the surface condenser is used for feeding 
purposes, the admixture of air can be prevented when the feed water 
is not subject to a partial vacuum on its way to the boilers, and is 
stored in tanks having small exposed surfaces. Any special air 
eliminating apparatus can then be dispensed with. 

The boilers are fed automatically by means of Hanneman's 
water level regulators. 

^ Boilers — constructed by the Deutsche Babcock & Wilcox Dampf kesselwerke ; 
normal output, 27,700 lbs. of steam per hour ; maximum output, 34,700 lbs. of steam 
per hour. Steam pressure, 220 lbs. per square inch ; steam temperature, 662** F. 
Heating surface of boiler, 4,410 sq. ft. ; heating surface superheater, 1,450 sq. ft. ; 
heating surface of economiser, 2,260 sq. in. Grate area of chain grate stoker, 160 sq. ft. 
The chain is driven by a 1'5 H.P. three-phase motor. Calorific value of coal, 12,600 
B.Th.XJ. Total coal fired per hour normally, 4,290 lbs.; maximum, 5,400 lbs. 



Fig. 72. — Section through the Boiler with Ecouomiaer above. 
6'ca/«, 1 to 60. 
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c. Feed Pumps. 

The boiler feed pumps are of the turbine-driven type. They are 
regulated by a special governor, which controls the admission of the 
steam in such a manner that the water pressure remains practically 
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constant. Any fluctuations in the quantity of water are controlled 
automatically. 

The stages of the centrifugal feed pumps are placed in one case. 
One of the pumps is sufficient for the entire water supply of the 

boiler house. The pumps take up a small amount of space, and are 
not affected by dust, consequently there is no objection to placingr 
them inside the boiler house. Reciprocating pumps of the same 
Capacity would have required a special room. The feed pumps are 
shown in Fiof. 73. 

d. Steam Pipes, Auxiliary Pipework and Water Supply. 

The steam pipe connections to the small turbines for driving the 
boiler feed pumps are branched off from the main steam separators in 
the steam range in easy curves. The exhaust steam from these 
turbines is passed through heaters in feed tanks (see Fig. 70), where 
the remaining heat of the steam is used for heating the feed water. 
As the tanks are placed at a higher level than the pumps the feed 
water flows to the latter under a certain head. The delivery side 
of the pumps is connected to the boilers by pipes with a 4'875-in. 
bore. Sharp bends are avoided as far as possible in this pipe, and 
roller supports are provided to allow for free expansion. 

The main steam piping is shown diagrammatically in Fig. 74. The 
main steam range consists of a steam pipe passing along each row 
of boilers, and connected to large steam separators fixed to the engine 
room wall (Fig. 70). The two steam separators thus provided are 
connected to one another by a steam pipe to which the branches 
leading to the main turbines are connected. 

Before the steam enters the turbine it has to pass through a 
further steam separator in order to prevent the admission of water 
into the turbine. 

A cross connection in the steam range is made between boilers 
3 and 4. This connection does not produce a ring main in the 
ordinary sense, because its section is not large enough for carrying 
the whole amount of steam. It is, however, an additional security 
which was obtained without appreciable extra expenditure. 
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There are two fixed points in the steam range : one is the 
main steam drum on the boiler, and the other the steam separators 
in the boiler house. The latter are rigidly anchored by means of 
brackets and struts. The steam pipes running overhead are attached 
to the ironwork by means of slings which allow a certain movement. 
The inter-connecter, which contains the expansion piece between 
the two main separators, is supported on brackets with roller supports 
to allow for longitudinal expansion. The two main steam pipes in 
the boiler house also contain expansion pieces.^ 

The pipework consists of seamless steel pipes with cast-steel 
flanges and globular T-pieces, cast-steel slide valves with nickel alloy 
packing. All valves can be operated from the floor of the boiler 
house. The main valves are fitted with indicators to show whether 
the valves are opened or closed. 

The steam pipes are lagged with siliceous compound of a thickness 
of 2 '35 in, The flanges are protected by cast-iron covers with small 
drain tubes. 

The selection of the most suitable steam velocity requires special 
consideration for all generating stations working with a bad load 
factor. When dividing the losses in a steam range into thermal and 
pressure losses it will be seen that the former, being constant, largely 
affects the economy of the installation, whereas the maximum pressure 
losses are temporary only since they occur at peak loads. It is there- 
fore evident that a reduction of the thermal losses is of considerable 
importance even at the cost of greater pressure loss. The former can, 
however, only be reduced under otherwise similar conditions, by 
reducing the exposed surface. This again is determined partly by 
the distance between the boilers and the engines, and partly by the 
velocitv of the steam. 

The minimum length of steam piping was obtained by placing 
the boiler house with its axis vertical to that of the engine room, by the 
close proximity of the two without intervening buildings, and by the 
form of boiler construction introduced. Under the circumstances there 

^ Pipework carried out by Seyfifert & Co., Eberswalde. 
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is nothing against a large specific pressure loss, which can be made 
greater still by dispensing with valves in the main steam piping. The 
passage of steam is controlled by slide valves in which the pressure 
losses are negligible. 

Provided these assumptions can be fulfilled, there is no objection 
to increasing the maximum steam velocity to values considerably 
exceeding figures that have been customary hitherto. In this installa- 
tion the maximum velocity of the steam is about 2G0 ft. per sec. 

Careful insulation is a most important point, especially in the 
case of flanges and valves under working conditions with a small 
load factor. 

The water for the condenser runs through an inlet canal parallel 
to the engine room ; at the opening of this canal a grid and strainer 
are provided. The cooling water pumps draw their water vertically 
upwards through cast-iron pipes with a bore of 17*5 in. After 
having passed through the condenser, the cooling water flows into a 
smaller canal which discharges into the Finow Canal at a point 
further down near to the coal wharf The circulating w^ater for cool- 
ing the bearings of the turbo -generators is drawn from the same source, 
two small pumps driven by three-phase motors placed in the basement 
being provided for this purpose (see plan of piping, Fig. 74). 

The amount of make-up water for feeding the boilers is quite 
small. The losses in feed water are low, as the condensed steam 
delivered by the feed pumps is free from oil and can be used again. 
The water drawn from the Finow Canal is of a somewhat hard quality, 
and must, therefore, be softened before use. For this purpose the 
water softener^ is employed, the water taken from the inlet canal 
being pumped to the softener by a centrifugal pump installed in the 
pump room. 

The water softener (see Fig. 75) is erected in a special room 
adjoining the pump room. The operating gallery for the softener is on 
a level with the engine room floor, and is accessible through a door in 
the engine room. 

^ Water softener supplied by H. Heisert. Capacity, 425 cub. ft. per hour, designed 
for future extensions to the power station. 
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After passing through a water meter the softened make-up water 
flows into a soft water reservoir placed underneath the pump roota 



and adjoininf; rooms. The condensed steam from the various steam 
separators is also discharged into this reservoir. A centrifugal pump 
installed in the pump room raises the softened water into the above- 
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mentioned feed tanks. All centrifugal pumps for the water supply 
are fitted with steam ejectors supplied with saturated steam through 
a *94-in. pipe coming direct from the boilers. The water softener is 
also connected to this piping. 



4. ENGINE ROOM. 

The principal dimensions of the engine room (see Fig. 87) are : — 
Length, 74 ft. ; breadth, 54 ft. ; height of basement, 18 ft. ; height of 
engine room to roof, 47*5 ft. 

a. Steam Turbines. 

Steam is supplied to the steam turbines at a pressure of 190 to 
220 lbs. per sq. in., and a temperature of 570° to 660° F. at the 
stop valve. The turbines are arranged for nozzle regulation, by means 
of which the steam consumption at low loads is reduced considerably. 
As the construction of these turbines, which are of A. E.G. design, is 
well known, they need not be further described here. 

h. Condensers. 

The condensers are located immediately below the steam turbine 
between the foundation blocks. The pumps for the condensers are 
placed underneath the steam end of the turbine in front of the 
condenser body. The condensing plant is remarkable for compact 
design, the pumps take up a small amount of space, and the pipe 
connections are short and simple. Openings are provided in the floor 
of the engine room through which the pumping sets can be inspected. 
They are at the same time most useful during erection. 

The condenser bodies are of the standard counter-flow surface 

type. A sniall steam turbine in each case drives the cooling 

water pump as well as the rotary air pump with which a lifting 

pump for the condensed steam is combined (see Zeitschrift des 

Verein>i Deiitscher Ingenieure, 1909, page 699). The steam from 
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the auxiliary turbine is exhausted into one of the stages of the 
main turbine, where the kinetic energy it still possesses is made 
use of 

The condensed steam is passed through a water meter provided 
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for each turbine, and is then raised to the feed tanks (see plan of pipe- 
work, Fig. 74). The water meter shows the steam consumption of 
each turbine at any moment. 

Both main and auxiliary turbines are fitted with emergency 
governors, which come into operation and close the main stop valve 
immediately an excessive speed is reached. 

c. Generators. 

The generators supply three-phase alternating current at a 
pressure of 10,000 volts, which is kept constant by means of a 
Tirrill regulator. Special attention was given to good insulation 
and reliability in the case of short circuits. 

When the generators were warm a test pressure of 25,000 volts 
was applied, and the rigidity of the construction was proved in several 
short circuit tests carried out at full excitation. 

The cable dividing boxes and cloth air filters are situated in the 
basement underneath the generator ends of the sets, where there is 
ample room between the foundation blocks. The filters are mounted 
on rollers, and can be drawn out for cleaning purposes. 

The air required for cooling the generators enters the building 
through openings in the foundations of the engine room wall in the 
basement (see Fig. 87, Plate VII.). After passing through the air 
filters the air is drawn into the generators and escapes into the open 
through air ducts placed immediately underneath the engine room 
floor. A switch pillar containing an ammeter, wattmeter, voltmeter, 
and signalling apparatus for communicating with the switchboard 
attendant, is provided for each turbo-generator. 

cL Architectural Features. 

The buildings are remarkable for simplicity of design. They are 
faced with red brick, and the roofs are covered with a double layer of 
rooting felt laid on wooden rafters (see Fig. 62). The columns and 
roof trusses in the engine room are designed on the rigid principle (see 
Fig. 76). The engine room walls are solid, those in the boiler house 
are consti'ucted of ironwork. f^ 
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The lay-out was prepared with the idea of giving access to 
abundant daylight, and tlie boiler house and engine room are therefore 
provided with large skylights in addition to wide windows in the walls 
(see Figs. 71 and 76). 



Fig. 7". — Auxiliftry Pumps for the Condenser. 

Owing to the omission of large coal bunkers in the boiler house 
the skylights there are very effective, and give a good light in the space 
in front of the boilers and towards the engine room wall (see Fig. 73). 
The walls of the engine room are lined with bright plain -coloured tiles 
to a height of about 9 ft. The rest of the wall is painted with a light 
colour. The basement is treated in a similar manner, the result being 
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that the light coming through the openings in the engine room floor 

is sufficient (see Fig. 77). 

The switchgear is installed in a separate building, so that direct 

daylight is obtainable both in the engine room and basement from the 

side opposite to that of the boiler house. Fig. 78 shows the air filter 

passage on this side of 
the basement. This 
passage forms a kind of 
suction chamber from 
which the cooling air is 
drawn through the air 
filters into the gener- 
ators. The openings 
through which the cold 
air from outside passes 
into the passage are in 
the floor, and are 
covered by grids. Re- 
movable iron plates 
covering the cable 
trench are laid along 
the floor of the passage. 
It was considered im- 
portant to obtain a 
convenient connec- 
tion between the engine 
room, the basement, and 

Fig. 78.— Air Filter Passage in the Engine Roum Basement. > .1 i /~i 

the boiler house. One 
can pass direct from the engine room on to the boiler gangways, 
from which two convenient steps lead down to the boiler house. 
The floor of the boiler house and the basement are on the same 
level, and are connected by doors. The upper galleries of the water 
softener are, as already mentioned, at the same height as the engine 
room floor. 
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5. SWITCHGEAR. 

a. System of Connections. 

The arrangement of the switchgear differs in some respects from 
former installations. In the first place the system of connections 
(Fig. 79) involves a departure from customary arrangements, inas- 
much as the two ends of the distributing feeders, which are 
arranged as ring mains, are connected to different bus-bars. Cables 
1 and 4, cables 2 and 5, cables 3 and 6, each belong to one ring. 
Each section is protected by the Merz-Price system. One of the 
two transformers is connected to each of the distributing bus-bars. The 
latter are joined to the double bus-bar system of the generators by 
group oil switches. The advantage of this arrangement lies in the 
fact that smaller oil switches may be used for the distributing feeders 
than for the machines and group switches, because, in the event of 
a short circuit in the cable system, only fractions of the energy come 
into question. In addition an increased degree of safety is obtained, 
since there are at least two oil switches in series for every possible 
short circuit. 

The switch gear installation of the Markische Electricity Works 
is, moreover, the first in which there is a uniform factor of safety 
and a uniform shape of insulators for all purposes, dividing boxes, 
through connections, isolating switches, etc. (Figs. 80 and 81). 

The use of Duro plates for partitions, and the concentric system of 
wiring devised by the author, were also used here for the first time. 

The generator and section oil switches are dimensioned for 
breaking the maximum short circuit energy, and each consists of 
three single pole switches. Feeders, on the other hand, are con- 
nected to three pole switches for a low^er rupturing capacity. 

Isolating switches are provided for connecting to sets of group 
bus-bars adjoining one another. Any group switches can therefore 
be inspected even when the group bus-bar to which it belongs 
is alive. 
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Generator and group switches are operated electrically (Fig. 82), 
while the feeder switches are operated by hand (Fig. 83). All switches 
can be released electrically. 
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Fig. 92.— Operating Gear for (Jenerator nnd Group Oil Switches. 



Fig. 83.— Operating (iear for Feeder Oil SttitchBH. 



I30 



LARGE ELECTRIC POWER STATIONS 




^ 




^= 



^ 








o 

E 




im - ^ 



CD 

a 

o 



o 



E 
o 

o 



o 

s. 

o 








§ 

o 
CO 



c 

eS 



P 

P 1=3 



P 



P 
P 
P 
P 

P 
P 



CD 

8 



& 



s 



CD 




\ 



X 

to 








mArkische electricity works 



•31 




o 

CD 

o 



o 
o 

c 
s 






132 LARGE ELECTRIC POWER STATIONS 

Isolating switches are provided for making each switch panel 
dead. The energy for the operation of the switches and for emergency 
lighting in the entire power house is obtained from an auxiliary 
battery situated on the third floor of the switch house. The batteries 
are charged by means of a rotary converter. 

The generators are protected by reverse current and maximum 
current relays, the groups by time limit relays, and the feeders by the 
Merz-Price system. 

The neutral point of each generator can be earthed by resistance, 
which will pass about 2^ times the amount of normal current when one 
of the phases is earthed. The feeder switch of a defective feeder will, 
therefore, be tripped by the Merz-Price relay when one phase of the 
cable breaks down to earth. Under ordinary working conditions only 
one of the generators which are in commission should be earthed. The 
protective arrangements against pressure surges consist of water-spray 
arresters and horns arranged in the usual manner. 

It was considered important to devote special attention to the 
arrangements for measuring the energy delivered to the feeders. 
Each generator and each out-going feeder are provided with a meter 
for unbalanced loads, whereby a double check of the energy delivered 
is obtained. 

h. Arrangement of Switch Housk. 

As already mentioned, the high-tension gear was installed in 
the right-hand part of the switch house. The dividing boxes and 
isolating switches for the generator and feeder cables, as well as 
the apparatus for protection against surges, are placed on the 
ground floor. 

The current and the potential transformers are also nearly all 
situated on this floor. 

The first floor contains two rows of oil switches, the operating 
gear for the latter being accessible from a central passage, which is 
separated from the compartments by soHd walls (Figs. 82, 83, 
and 84a). 



mArkische electricity works 



^33 




o 

w 

o 

2 



o 

n 

a 
H 

■ 

c 
o 



00 



The bus-bars with the necessary isolating switches are installed 
on the second floor. Partitions are provided to separate the phases 
from one another only in cases where the leads carry heavy currents. 
This separation of phases was omitted in the case of feeder panels, 
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and only the panels themselves are divided. The advantage of 
having the generator and group panels of the same width as the 
feeder panels is evident from the convenient arrangement to be seen 

in Figs. 84a to 
84d. 

All parti- 
tions and walls 
are constructed 
of fireproof 
plates made of 
D u r o, which 
material can be 
cut and drilled 
to any size with 
carpenters' saws 
and boringf 
bits. This is 




a great conveni- 
ence in erection 
work. 

The u n i- 
formity of in- 
sulators, and the 
svstem intro- 
duced for form- 
ing joints and 

Fig. 84d. Section through High-Tension Chamber in Switch House. COnUCCtlOnS, 

makes the in- 
stallation very attractive in appearance, and adds to the facility of 
interchanging parts and supervising the apparatus. 

The control board is situated in the central passage on the first 
floor. To the right of it is the operating mechanism for the oil 
switches, which are thus under the direct supervision of the switch- 
board attendant (Fig. 85). 

The control board is arranged in two rows. One of these contains 
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the Tirrill regulators and the instruments for the generators, whilst 
the other goes for distribution purposes. The signalling apparatus for 
communicating with the engine room is placed in the centre of the 
5age. 
In the case of feeder oil switches, three single pole relays and 



Fig. 85.— Control Fissage in Switch House. 

ammeters (Fig. 83) are mounted direct on to the wall immediatelj"- 
above the operating gear. The instruments belonging to generator 
switches are in a similar position. They consist of three maximum 
current relays, three reverse current relays, and the group ammeter 
(Fig. 86). 

All control leads for measuring and operating purposes are run 
to a terminal board protected by a detachable covei- beneath the 
operating gear. These small leads are important, and have, 
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therefore, been placed in a position where they can be conveniently 

inspected. 

The power required 
by auxiliary plant is 
supplied at a pressure 
of 220 volts, by two 
three-phase transformers 
which have an output 
of 150 kw. These trans- 
formers are erected in 
the basement of the 
switch bouse. The dis- 
tribution board for the 
auxiliary circuits is 
placed on the ground 
floor of the left wing of 
the switch house. 

Each auxiliary 
circuit is protected by a 
maximum current and . 
no-voltage relay, and the 

Fig. 86.-0.».»„r Co„.™l Panel. ™'"'8y "h''''^ *•""•» '"*" 

the circuit is recorded 
by meters, wliich will thus show the consumption in the power 
station itself. 

6. ECONOMIC RESULTS OBTAINED IN THE 
MARKISCHE ELECTRICITY WORKS. 

n. Thermal Charactektstics. 
According to what has already been stated, the coal consumption 
at any time, and therefore the heat consumption, will be found by a 
linear function of the prevailing load on the power station. If V, 
equals the hourly coal consumption at any time (, and L, is the 
corresponding load on the power station in kilowatts, or the output 
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generated in kilowatt-hours during the hour in question, which is the 
same thing, then V^ may be represented by the equation — 

V^ = a + 5 X L^, 

where a and 6 are constants. 

The total coal consumption V during any time T thus also 
depends in a linear direction upon the load fluctuations, which may 
vary during this time between the limits L^ and L^, and as the average 
output L,» during this time is — 


the total coal consumption will be — 

T 



and the average consumption — 

V 

The expressions for V^ and V,^ are identical. 

The coal consumption characteristics can thus be found from the 
working results if the coal consumption and the corresponding energy 
supplied to the feeders are determined for a given working period. If 
regular coal consumption measurements are made for each working 
day, both the coal consumption characteristics and the thermal 
characteristics can be deduced directly from these values. The 
characteristics can also be found from the figures obtained in power 
stations where the coal consumption is only checked once a month. 

In addition to the daily statistics, monthly statistics are prepared 
by the management of the Markische Electricity Works, and in Fig. 
88 both daily and monthly figures are used. The daily values, which 
are influenced by a variety of incidental contingencies, are thus 
levelled up to a certain extent in the monthly statistics. 

In Fig. 88 the daily coal consumption is first represented in 
relation to the daily energy delivered into the feeders. As the 
statistics extend over a period of nearly three years, the amount of 
work in recording the values each day would have been heavy. For 
this reason the relatively most favourable and most unfavourable 
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daily values in each month were selected, so that the point along the 
curve will also show the. maximum deviation from the curve for daily 
coal consumption. The latter has been drawn as a straight line from 
the points and represents the average. (The actual consumption 
values for each day, therefore, lie closer to the straight line than the 
points shown.) Moreover, the average monthly values have been 
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Fig. 88. — Daily Coal Consumption of the Miirkisohe Electricity Works. 

converted to daily values, and are denoted by small circles. The 
values lying near the centre of the curve and deviating considerably 
from the latter are explained by the employment of another fuel 
(English coal) of lower heating value. 

The linear nature of the curve is clearly shown ; the daily coal 
consumption of the Markische Electricity Works can be found with 
the help of this curve from the formula — 

V = 26,400 + 1-752 xL, 
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and the hourly coal consumption, and therefore the coal characteristic, 

from the formula— 

V,= 1100 + 1-752 xL,. 

The calorific value of the coal burnt (Upper Silesian slack coal) 
fluctuates between 12,600 and 12,800 B.Th.U. If an average calorific 
value of 12,700 B.Th.U. is assumed, the thermal characteristic will 
be found from the formula — 

W,= 63,345,000 + 10,098 x L,. 

From these formulae the coal and heat consumption per kilowatt- 
hour in relation to the utility factor of the plant can be deduced. 
The following sets were installed in the power station before its 
extension : two turbo-generators with an output of 3,600 to 3,800 
kw. each ; the installed capacity amounts to about 7,400 kw. The 
utility factor is accordingly — 

and the coal consumption and heat consumption per kilowatt-hour 
respectively will be — 



V, = ^I'=-iiOO +l-7512 = 0ii^l.752. 



and 



L, n X 7400 



n 



W, = y-' = ^'^^^'^^^^^^ X ^^^- + 10,098. 

' L, nx7400 ' n 



The following table is thus obtained for the coal consumption 
and heat consumption : — 



Utility Factor ii. 



Coal Consumption, lbs. ' Heat Consumption, 
per kw. -hour. I B.Th.U. per kw. -hour. 



0-5 
0-4 
0-3 
0-2 
01 



2 050 
2-127 
2-251 
2-495 
3-245 



11,810 
12,240 
12,960 
14,391 
18,684 



h. Steam Consumption Characteristics. 

The steam consumption may likewise be represented as a 
function of the average load on the power station ; monthly figures 
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reduced to the values for one day were employed for this purpose. 
The straight line shown in Fig. 89 is obtained from the equation : — 

D (steam consumption in lbs.) = 110,000+ 15'53 x L ; and thus 
the hourly steam consumption D< = 4576 x 15'53-l-Lf. 
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Fig. 89.— Daily Steam Consumption of the Markische Electricity Works. 



The steam consumption in relation to the utility factor of the 
plant is therefore : — 

'''=?'= ''5L + 15-53 = 6rV 1553. 
Lit w X ' 400 n 

The ratio of the steam consumption to the coal consumption is 
the figure for evaporation ; both values are combined in the 
accompanying table : — 
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Utility Factor n. 


Steam Consumption 
per kw.-hour in lbs. 


Steam (venerated with ' 
1 lb. Coal in lbs. 1 

i 

I 


0-5 
0-4 
0-3 
02 
0-1 


16-77 
17-08 
17-64 
18-6:^ 
21-76 


8-2 
8-05 

7-8;? 

7-47 
6-72 



From the station statistics the energy consumed at the power 
station itself is found to be 1 '5 to 2 per cent, of the energy generated ; 
in this connection it is interesting to note that the air and Uft pumps, 
circulating water pumps, and feed pumps are driven by steam. 
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Fig. 90. — Daily Working Costs, Markische Electricity Works. 
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c. Economic Characteristic. 

The econoinic characteristic of the power station can also be 
obtained without difficulty from the monthly working accounts. 
Certain values will of course vary to a certain extent according to 
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whether large sums for taxes, repairs, etc., happen to have been paid 
out during any month (Fig. 90). The monthly expenditure would 
agree more uniformly if the extraordinary amounts were distributed 
evenly throughout the year : nevertheless it is found that the hourly 
running costs can be expressed with sufficient accuracy from the values 
obtained by the formula K^ (in pence) = 147 -f 0-192 x L^ (K^ in 
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cents = 294 + 0-384 X Lf). This does not include interest or amounts 
placed to reserve account ; if 12 per cent, of the invested capital,^ which 
amounts to £80,780 ($393,140) for the power station alone, is 
allowed for these items, the economic characteristic can be obtained 
from the formula : — 

K, = 414 + 0192 X L, in pence 
(K, = 828 + 0-384 x L, in cents). 



The generating costs per kilowatt-hour are thus found to be 



k,=^'= 



/^,=^'= 



L, nx 7400 
828 



^^^ +0-192 = ^^ + 0-192 (pence), 



71 



+ 0-384 - ?lli? 4 0-384 (cents). 



n 



L, 71 X 7400 

The following table is then obtained : — 



Utility Factor n. 

0-5 
0-4 
0-3 
0-2 
! 0-1 


Generating Costs per kw.-hour. 


In Pence. 

0-304 
0-332 
0-378 
0-472 
0-752 


In Cents. 

0-608 
0-664 
0-756 
0-944 
1-404 



The coal consumption, heat consumption, water consumption, 
evaporating figure, and generating costs per kilowatt-hour are 
represented as functions of the utility factor in Fig. 91. A com- 
parison with the example of general calculations for power stations 
given in the previous section shows that the actual figures obtained in 
the Markische Electricity Works for heat consumption and working 
costs corresponds to conditions that lie between those for power 
station B and power station C. As the output of the sets is between 

1 This sum includes the cost of the site (roughly £1,500 = $7,000), the regulation of 
the Finow Canal, the construction of a private berth, the preparation of the site, water 
supply arrangements, road construction, etc. The installation costs per kilowatt 
installed for the first section of the plant amount to: — 



80850 
7400 



£10. 18s. ($52-30). 



144 LARGE ELECTRIC POWER STATIONS 

that given for the plant in power station B and that in power station 
C, one could not have expected any more favourable results, althouo"h 
better figures might have been obtained for heat consumption. In 
judging the results it should be borne in mind that the steam 
consumption of the steam turbines which were ordered some years 
ago for the Markische Electricity Works has been improved upon 
with turbines of more recent designs. Nowadaj^^s steam turbines for 
this output would be constructed for speeds of 3,000 revs, per min., 
instead of for only 1,500 revs, per min. The effect would have been, 
apart from lower steam consumption, a smaller capital expenditure. 
That the difference is not due to the boiler plant is obvious from the 
figure given for evaporation, which now exceeds 8 '2 in actual service, 
a figure which may be regarded as highly satisfactory. The working- 
results compare very favourably with those obtained in other power 
stations of the same capacity. On completion of the extensions 
further improvements, both from thermo-technical and financial points 
of view, may be anticipated. 



CHAPTER V. 

FUNDAMENTAL DATA FOR THE FRAMING 

OF TARIFFS. 

1. DETERMINATION OF PRIME COSTS, 

The generating costs may be calculated from the economic character- 
istic in accordance with the so-called maximum tariff, assuming that 
the plant without the necessary spares is fully loaded. Taking the 
economic characteristic of the Markische Electricity Works as an 
example (Chapter IV., section 6, page 139), the annual constant 
costs will be *U penny x 8,760 = about £15,070 ($8-28 x 8,760 = about 
$72,400). When one machine is held in reserve the plant will only 
give an output of 3,700 kw. The costs per kilowatt per annum thus 
amount to VAV = £4. Is. 6d.— ( VrVV = $19-60). With this assumption 
the prime costs will be £4. Is. 6d. per kilowatt per annum, plus 193 
pence per kilowatt-hour actually consumed ($19*60, plus 385 cents); 
both values must be taken for the energy delivered at the power 
station. If it is desired, for instance, to determine the prime costs 
for supplying a certain class of consumers, one of whom has a peak 
load of 300 kw. and an annual consumption of 750,000 kw. -hours 
(the duration of the peak thus being 2,500 hours), the following points 
must be considered : — 

In the first place it is necessary to ascertain what eftect the peak 
of such consumers will have upon the power station. In this connec- 
tion the maximum transmission losses and the diversity factor are of 
importance. With 7 per cent, for the former, and 75 per cent, for the 

latter, the peak for the power station will be = 242 kw., to 

which should be added the transmission losses. Supposing the 

lO M5 
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maximum transmission losses of 7 per cent, to be made up as 
follows : — 

1*0 per cent, iron losses in transforming up, 

1-2 „ „ „ „ down, 

4*8 „ maximum copper losses in transformers and conductors. 

Total, 7*0 per cent. 

The constant losses will be : — 

^ X 300 X 8760 = about 58,000 kw.-hours. 

In order to find the variable copper losses exactly, one must 
know the load curve, the square of the average value of which is the 
determining factor for these losses. Failing this figure, the losses must 
be estimated ; hereby one should be careful to reduce the maximum 
copper losses in ratio corresponding to the square of the prevailing 
load. If the load factor of the peak (based upon the time the con- 
sumer's plant is in operation) is known, it is not far wrong to multiply 
the maximum copper losses by the square of the load factor. With a 
working period of 3,200 hours, for instance, the load factor will be : 
f5w = 0*78: the average copper losses are therefore 4*8 x 0*78- = 
about 3 per cent. 

Consequentlj^ 3 per cent, of 750,000 kw.-hours ( = about 21,500 
kw.-hours) must be added to the above constant losses, so that the 
total losses amount to 89,000 kw.-hours. The energj'- supplied by 
the power station is therefore : — 

750,000 + 89,000 = 830,000 k w.-hours. 

The prime costs at the power station amount to £4. Is. 6d. x 242 + 
830,000x0-193 penny = about £1,650 ($19-60 x 242 + 830,000 x 0*385 
cent = $7,920), or 0*478 penny (0*96 cent) per power station kilowatt- 
Jiour, and 0*528 penny (1*06 cents) per kilowatt-hour sold. 

To the prime cost of the current obtained in this manner must be 
added the transmission costs (see Chapter II., page 80). 

The results show that the generating costs are high, notwithstand- 
ing the low capital expenditure and satisfactory economic characteristic. 
This is due to the relation between effective output and the reserve, 
which is not favourable with only two generating sets. A considerable 
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improvement is realised upon the erection of a third set, which enables 
the power station load to be increased to 7,400 kw. The fixed costs 
per annum increase by £2,500 to £3,000 ( = $12,000 to $14,400), the 
greater part of which is required for interest and depreciation, so that 
the costs per kilowatt-annum fall from £4. Is. 6d. to £2. 8s. ( = $19'6 
to $11*80) ; the additional costs are at the same time reduced to about 
0-177 penny ($0-354). 

The results are similar after putting into commission the fourth, 
fifth, and further generating sets, although the influence of later 
additions is not so noticeable as in the case of the first extensions to 
the power station. 

When fixing selling prices it must be borne in mind that the 
assumption was that the power station operated at the most favourable 
(i.e., full) load for the first lay-out. 

The prime costs will naturally become somewhat higher for 
smaller loads. On the other hand, it is not essential to allow 12 per 
cent, for interest and depreciation from the outset ; according to what 
has already been said, it is so important to get past the unfavourable 
period immediately following starting to work, by increasing the 
connections as rapidly as possible, that one will be inclined to arrange 
the prices on a basis which allows only 8 per cent, for interest and 
reserves. No objection can be raised to this, provided the prices are 
drawn up with a full knowledge of the prime costs. Unfortunatelj^, 
however, there are concerns where no proper investigations are made, 
the calculations being merely based on the average generating costs ; 
this naturally leads to serious errors. 

2. COMPARISON BETWEEN PRIVATE SUPPLY AND 
SUPPLY FROM A GENERAL POWER STATION. 

The cost of generating current is not the sole factor to be 
considered in the preparation of a tariff. The special conditions 
under which the consumer operates his plant must also be taken into 
account when deciding upon the form of tariff* to be adopted and the 
profit to be derived. If the connections consist chiefly of industrial 
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plants, it is indispensable in many cases to draw a comparison with the 
operation of the plant by heat engines, as consumers are seldom 
inclined to pay more for their power than it would cost them to 
generate themselves. This calculation is generally made by the 
consumer in his own interests. It is usually prepared on the 
assumption of an average load with average consumption figures. It 
yields value both for the amount of energy produced and the con- 
sumption of fuel, which are generally unfavourable with respect to the 
supply from a power station. 

In the interests of power station supply attention must be drawn 
to the difference between such calculations and those made with due 
reference to the load factor and working conditions. The best means 
of illustrating this difference are to be found in the very carefully 
worked out comparative tables of Barth, published in Nos. 40-42 
of the Zeitschrifb des Ve reins deutscher Ingenieure^ 1912. Barth 
arbitrarily assumes the average load in small plants to be two-thirds, 
and in large plants three-quarters of the full output, and thereon 
erroneously bases his calculations for fuel, etc., ignoring the load factor 
entirely. It is precisely the load factor, however, which represents 
the fundamental value in the comparison, and one must therefore 
start from the load fluctuations and carry out the calculations 
accordingly. 

A further mistake is that no advantaore is taken of the most 
valuable property of electric energy, namely, its practically unlimited 
divisibility ; on the contrary, it has been assumed throughout the 
calculations that a heat engine will simply be replaced in each 
instance by an electric motor of the same output. In actual practice, 
however, this procedure is exceptional, as it is precisely the low first 
cost of an electric motor that enables its advantages by an extensive 
subdivision of the power to be realised. A correctly prepared 
comparative calculation must therefore take this fact into considera- 
tion. The influence exercised by load fluctuations will now be shown. 

The calculations employed for power stations (Chapter III. 
page 91) may be applied in principle to separate plants by taking the 
machines for consumers and the fuel, etc., for prime movers or 
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electricity meters (in the case of the plant connected to power 
stations) as the central source of power. In making a comparison 
with a heat engine it should again be borne in mind that the 
consumption of fuel and supplies may be represented with sufficient 
accuracy by the formula Yf = axhx L^. The total consumption will 
then be : — 

V = a X < + ?> X /L/ X dt. 

Ti 

The averaore load — 

1 ^* 

Ti 

may then be found from the working diagrams of existing plants. 
If Lt„,ax. is the peak load, the load factor m during the time t 
will be — 

T 

w = - — and the work A = L x ^ 
Li. 



'max. 



In order to find this value it is advisable when planning new 
installations to arrange the machines in groups according to their 
probable utility factor, and then take the maximum amount of power 
required by each group as a basis to work upon. If, for example, 
the maximum amount of power required by Group I. is L, and the 
hours of full use for this group is ti, then the annual consumption of 
power will be Ai = Li x t^. (It is also possible to work in the reverse 
direction, starting from the probable power consumption Aj, and 
finding the operating period ti in hours from the known output Li.) 
The same method of procedure is adopted for a second and third 
group, and so forth ; the total power used by the installation will 
then be — 

A^ = L^ x < = Lj X <j + L., X <2 + L3 X <3 . . . 

If t is the working period of the installation, then L^ will represent 
the average load, which may be defined as the average "useful'' 
load. 

According to the foregoing it is obtained from the formula — 



L^ = L, X <j + L.^ X ^.^ + L3 X ( 



3 



Supposing, for example, the installation is supplied with energy 



^ 
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from a single prime mover, then in order to find the amount of 
work done by this engine it becomes necessary to include the 
transmission losses. Assuming the average losses in transmission 
to be Lt^ then the power per annum consumed in transmission will 
be A,^ = Lt^ X t, and the total output of the prime mover — 

= \jXr X < + L, X <j + L2 ^ ^2 • • • 



The consumption in fuel, etc., per annum will then be — 

A simple example will help to elucidate the above. For an 
installation requiring a maximum power of 150 H.P., and having 
a working period of 3,000 hours, Barth has found that the most 
satisfactory prime mover is a Diesel engine. The values calculated 
by him are given herewith : — 

Table 32.^ 
150 //.P. Tar Oil Diesel Engine {vertical type, 190 revs, per min.). 

(Consumption of motor oil (tar oil) at | load, '484 lb. per lI,P,'honr. 
„ lujht oil at 3 /oar/, -028 lb. per H.F.-hoar. 

Capital expenditure — 

Price of the engine with all accessories 

Engine room (7s. 3d. ($1*70) per square foot area). 

Working costs for 3,000 hours of full use per annum — 
4J per cent, interest on £2,100 ($10,000) 
Depi'eciation and maintenance of engine, 8 per cent. 
4 J per cent, interest, 2i per cent, depreciation, i per 

cent, maintenance = 7i per cent, on cost of buildings 
Oil and waste -...-- 
Cost of water, including cooling water - 
Attendance .-.--. 
Cost of ignition oil, at a gas oil price, including freight 

of OS. 6d. per 100 lbs. . . . _ 

Cost of fuel, at a tar oil price, including freight of — 

Is. lOd. per 100 lbs. ----- 
28. 3d. per 100 lbs. .... - 

1 Zeifftchri/t dea VerehiA deutt^cher Imjenienrej 1912, pp. 1610, 1650, 1689. 



£ s. 


d. 


$ 


2,100 





(10,000) 


150 





(720) 


94 10 





(450) 


168 





(800) 


11 5 





(54) 


40 





(192) 


27 





(130) 


50 





(240) 


28 10 





(137) 


145 10 





(700) 


182 





(874) 



562 


(2,720) 


598 


(2,912) 


•399(1. 


(0-80) 


•422d. 


(0-86) 



£ 8. d. 


$ 


240 


(1,152) 


17 10 


(84) 
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£f H. d. $ 
Total costs per annum, with a tar oil price, including freight of — 

Is. lOd. per 100 lbs. ----- 
2s. 3d. per 100 lbs. ----- 

Cost per H. P. -hour, with a tar oil price, including freight of — 
Is. lOd. per 100 lbs. ----- 
2s. 3d. per 100 lbs. - - 

Table 42. 

150 H.P. Electric Motor (210 volts, b^ periocU per second, 

975 revs, pet* minute). 

C(yfisu7nption at | load, 0*805 ktv. per H,P. 

Capital expenditure — - 

Price of a three-phase motor with all accessories - 
Engine room (7s. 6d. ($1*80) per square foot area) 

Working costs for an operating period of 3,000 hours per 

annum, 4 J per cent, interest, 6 per cent, depreciation 

and maintenance = 10^ per cent. - - - 25 4 (120) 

4 J per cent, interest, 2 J per cent, depreciation, J per cent. 

maintenance = 7^ per cent, on cost of building - 
Oil and waste - . - - . 

Attendance 
Meter rent . . . . 

Cast of energy at a price of — 

•6d. per kw.-hour - - . - 

•95d. per kw.-hour .... 

l*2d. per kw.-hour 

Total costs per annum at a price of — 

•6d. per kw.-hour ----- 

•95d. per kw.-hour ■ 

r2d. per kw.-hour . . . . 

Costs per H.P.-hour at a price of — 

•6d. per kw.-hour - - - - 

•95d. per kw.-hour- .... 

r2d. per kw.-hour 

If the estimate is based on a tar oil price of 2s. 6d., and a price 
of 'Sd. per kilowatt-hour, the cost of running the plant with a Diesel 



1 6 





(6-30) 


7 





(1-75) 


15 





(3-60) 


1 16 





(8-65) 


679 4 





(3,270) 


1,076 15 





(5,170) 


1,358 9 





(6,500) 


708 12 





(3,411-26) 


1,108 3 





(5,311-26) 


1,387 17 





(6,711-26) 


•494d. 




(1 cent) 


•776d. 




(1-6 „ ) 


•964d. 




(2-4 „ ) 
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engine will be £592. 10s. (.$2,840), and with an electric drive £979. 8s. 
($4,700) per annum ; the electric drive is therefore 65 per cent, more 
expensive. 

This comparison should be correct for all installations having a 
consumption of 150 H.P., and with 3,000 hours of full use per annum. 
The failure of taking the load factor into account, which in most 
cases is estimated too high at 75 per cent, (three-quarter load), and the 
further mistake involved by calculating an amount of fuel consumption 
corresponding to the average load leads to incorrect results. The 
error is increased by basing the comparison not on the actual work 
the consumer wants done, namely, the useful horse-power per hour 
at the shaft of his machines, but the power developed by the prime 
movers. 

The following calculations will explain the above more fully. 
Let us take as an example the power plant of a machine factory 
working ten hours a day during 300 days ; it will therefore be 3,000. 
The machines employed are driven from three transmission shafts^ 
only, between which the power is divided fairly equally, so that each 
shaft transmits a maximum of approximately 50 H.P. The first line 
shafting drives several large machines, each taking between 5 and 15 
H.P. ; the second shaft drives machines requiring 2 to 5 H.P. each, 
whilst all smaller machines are driven from the third. The full use of 
the first group (f^), based on the maximum power consumption, is 500 
hours, that of the second group (t^) 1,000 hours, and that of the third 
group (^3) 2,000 hours. 

The average losses of the three transmission shafts, together with 
the gearing they drive, may be taken as 8 per cent, each of the 
maximum output transmitted (4 H.P. each), and the losses in trans- 
mitting the power from the prime mover to the three shafts may 
be assessed at 4 per cent., viz., 6 H.P., so that the total average 
transmission losses will be 18 H.P., or 12 per cent, of the maximum 
output. The consumption of the machines driven from the line 
shafting is — 

^ Factories of this class have, as a rule, a larger number of transmission shafts. 
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For Group I. - 50 x 500 ^ 25,000 H.P.-hours 

for Group II. - - . - 50x1,000= 50,000 

For Group III. . . - - 50x2,000=100,000 



If 



175,000 H.P.-hours 



During a working period of 3,000 hours 

the transmission losses amount to - 18 x 3,000= 54,000 



>» 



Total - . - . . 229,000 H.P.-hours 

The full use referred to the total connections is — 

_2?9^<J>0= 1530 hours; 

the load factor is — 

229,000 ^^., 

150x3000" 

(This figure is in accordance with actual experience ; in small 
machine factories connected to power stations and working 3,000 hours 
per annum one can assume a full use of 1,400 to 1,500 hours based on 
the total connections.) 

Where the prime mover is a 150 H.P. Diesel engine, the fuel 
consumption at full load and per effective horse-power-hour (with a 
margin of 10 per cent.), according to the Maschinenfabrik Augsburg- 
Ntirnberg, will be 0'462 lb. with tar oil ; at three-quarter load, 0'473 
lb. ; at half load, 0*539 lb. ; at a quarter load, 0*682 lb. ; to the fore- 
going must be added the consumption of ignition oil (18,000 B.Th.U.) 
of 3 "3 lbs. per hour, the latter being independent of the load. 

If the total consumption for every load resulting from these 
values is plotted as dependent upon the load, the consumption at the 
average load will be found from the formula V = 15'4 -h 0*378 x L^ (lbs.) 
(the value for quarter load is somewhat lower, while that for fuel 
load is somewhat higher than the values represented by these straight 
line expressions) ; to the foregoing must be added a consumption of 
3*3 lbs. for ignition oil, which is independent of the load. 

One must therefore insert in the calculations a = 1 5 '4 lbs. of tar 
oil -t- 3*3 lbs. of ignition oil. We then have — 

V = a + < + 6(Lr^x< + LiXfi + L., x^., . . .) 

V = 15-4 X 3,000 lbs. tar oil + 33 x 3,000 lbs. ignition oil + 0378 x 229,000 lbs. tar oil. 

V = 132,630 lbs. tar oil + 9,900 lbs. ignition oU. 
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If the price of tar oil is taken at 2s. per 100 lbs., and ignition 
oil at OS. 5(1. per 100 lbs., delivered free at the works, the costs for 
fuel will be — 

£ 8. d, $ 

1328-8x2 = 132 14 6 (646) 
+ 99x5-45= 26 18 6 (130) 



Total - 159 12 (776) 

The costs for attendance are estimated by Barth in this instance 
at £50 ($240). One must, however, consider that the machines are 
worked 3,000 hours, and that the engine driver will have to work three- 
quarters of an hour every day for starting and stopping the engine four 
times daily, including lubrication, etc., and that it will also be essential 
from time to time to carry out extra work (such as the cleaning of 
cylinders, reseating of valves, etc.) which must be done when the plant 
is out of commission. To account for this it is necessary to allow for 
a working period of 3,300 hours, and for this class of work wages at 
the rate of 6d. to 7d. an hour are certainly not too high. At the rate 
of 6d. an hour a sum of £90 ($433) is obtained. Even should the 
driver be employed on other work, while the plant is in operation, 
such additional work is not very great in value ; it will, as a rule, 
consist of attending to transmission shafting and gear, and should 
be amply covered by a sum of £20 ($96) per annum, so that a sum 
at least of £70 ($337) per annum still remains for the care of the 
prime mover. 

When making calculations for the same plant, but with electric 
drive for purposes of comparison, the following points must be 
considered. 

The machines in Group L, the power consumption of • which lies 
between 5 and 15 H.P., as well as those of Group II., with a power 
consumption between 2 and 5 H.P., would certainly be equipped for 
an individual drive, while for the smaller machines in Group III. 
group driving by means of a 50 H.P. electric motor would appear 
recommendable. The work done by motors between 5 and 15 H.P. 
(Group I.) may be found from the formula — 
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V = 0-07xL_, + 106xL, 
Where L„^,. represents the maximum output, and 

L; the load on the motor in H.P. at any time. 

For motors from 2 to 5 H.P. we also have the formula — 

V = 0-0«xL^^, + l-07xL^ 

and for 50 H.P. motors — 

The losses in transmission between motor and machine may be 
assessed at 5 per cent, of the maximum output ; the losses in the line 
shafting for Group III. at 4 H.P., and those for the transmission of 
power from the 50 H.P. electric motor to the shafting at 4 per cent., 
the same as those in the case of the prime mover. We then obtain 
the following values : — 

Transmission losses for the machines in Group I. — 

5 per cent, of 50 H.P. - - - =2*5 H.P. 

Constant H.P. used by electric motors installed = 0-07 x 50 = 3*5 „ 

Total - 60 H.P. 



The full use averaged 500 hours, but the period of use will be 
somewhat higher, since machines with an individual drive are not 
always fully loaded ; for this purpose an addition of 20 per cent, will 
be ample. The losses will then be — 

6 X 500 X 1 -2 = 3,600 H.P.-hours 



To this must be added the work done 
by electric motors - 



^ I = 25,000x1 -06 = 26,500 



Total - - 30,100 H.P.-hours 

Similarly for Group II.—- 

2-5 + 008x50 = 6-5 H.P. 
6-5 X 1200 + 50,000 x 1-07 = 61,300 H.P.-hours. 

Group III. (a full use, 2,000 hours and 3,000 working hours) — 

4 + 24 005 X 50 = 8-5 H.P. 
8-5 X 3000 + 100,000 x 1-04 = 129,500 H.P.-hours 



Total work - 220,900 H.P.-hours 

A loss of energy of 1'5 per cent, in conductors must also be 
added, so that the total consumption of power at the meter will be 
224,200 H.P.-hours or 165,000 kw. -hours. 

If a price of £3 ($14'40) per kw. of maximum demand 
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(150 H.R = 110 kw.) + 0-36 penny (072 cent) for the actual kilowatt- 
hour consumed is charged, the consumer would have to pay — 

£ s, d $ 
1 10 X £3 = 330 (1,606) 

165,000x^ = 247 10 (1,202) 

577 10 (2,808) 
577 — — — ^-i^-^— 

or , ,,. -— X 240 = about 0*84 penny (1*68 cents) per kilowatt-hour. 
16o,000 r J \ I r 

The remaining figures in Earth's comparative calculation we will 
use as they stand, although the interest on invested capital (4^ per cent.) 
is not really high enough for present-day conditions in industrial works. 

Our comparison is as follows : — 

(a) For a 150 Il.F, Tar Oil Diesel Engine. 

£ 8. d, $ 

4J per cent, interest on £2,100 ($10,000) - - 94 10 (457) 

Depreciation and maintenance of engine, 8 per cent. - 168 (800) 
4^ per cent, interest, 2i per cent, depreciation, J per cent. 

maintenance = 7^ per cent, on the cost of buildinjo^ - 115 (54) 

Oil and waste - - 40 (192) 

Water, including cooling water - - 27 (130) 

Attendance - - - - - 70 (336) 

Fuel at a tar oil price, including freight or 2s. per 100 lbs. 159 17 (766) 

570 12 (2,735) 

Cost of 1 H.P. hour . —J^'^^ X 240 = 0-782 penny (1 -56 cents). 

175,000 r J \ / 

(b) For Electric Motors haviiig a Combined Outjyat of 150 H.P. 

4^ per cent, interest, 6 per cent, depreciation and 

maintenance = 10 J per cent, on £240 ($1,152) 
4J per cent, interest, 2^ per cent, depreciation, ^ per 

cent, maintenance = 7^ per cent, on the cost of buildings 16 
Oil and waste - - - 

Attendance ....-- 
Meter rent .--... 

Electrical energy - . - . . 



Cost of 1 H.P.-hour - ^?^*^ ^^^^^ = 0-83 penny (1-67 cents). 



£ 8. 


d. 


$ 


25 4 





(120-96) 


rs 1 6 





(6-30) 


7 





(1-75) 


15 





(3-60) 


1 16 





(8-65) 


577 10 





(2,772) 


606 18 





(2,913-26) 
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If instead of 4^ per cent, interest, 6 per cent, is allowed, the 
working costs in the case of a Diesel engine become £609. 7s. 
($2,883-80), and in the case of electric motors £610. 14s. ($2,931-80). 

It may be argued against this comparison that the costs for 
interest, depreciation, and maintenance of the electric plant have been 
estimated too low, since the employment of several electric motors, 
notwithstanding the fact that they have approximately the same total 
output, is somewhat more expensive than the installation of a single 
motor. Against this one may say, however, that two transmission 
shafts, as well as the necessary intermediate gearing and the trans- 
mission drive of the Diesel engine for two shafts, can be dispensed 
with. On the other hand, the transmission drives from the motors to 
the machines must be included, but they do not entail very heavy 
costs ; furthermore, large machines can always be adapted for 
individual drive without difficulty. Any small surplus remaining may 
be regarded as adequately compensated by the advantages gained in 
the abolition of shafting, counter-shafting, and gearing, and the danger 
connected therewith. 



Comparison of the Results Obtained. 



Load 
Factor. 



Barth 

Example with 4^ per cent, interest 

6 



)) 



»j 



)) 



ij 



0-75 
0-51 
0-51 



Working Costs per Annum. 



Diesel Engine, 
150 H.P. 



Electric Motor, 
150 H.P. 



£8, S • £ 8. $ 

592 16 (2,840) 979 8 (4,700) 

570 12 (2,728) 606 18 (2,913*26) 

609 7 (2,888-80)1 610 14 (2,931-80) 



The foregoing calculations require to be supplemented before one 
is able to decide which is the most suitable system of driving. 

The assumption made in the comparison that the output of 150 
H.P. will just be sufficient for the service, and that the peak load is not 
appreciably higher or lower, forms the exception in plants of the kind 
under consideration. As a rule, the power user orders a prime mover 
giving 20 to 30 per cent, more power than he requires at the time of 
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purchase, with a view to the future development of his works. If the 
economic development is checked by unforeseen obstacles, due to 
unfavourable market conditions or other circumstances, the plant may 
but slowly adapt itself to the output of the prime mover ; until this 
occurs the prime mover will be loaded less favourably than at first 
assumed. The same thing occurs when it is necessary to cut down 
the work owing to bad markets or for other reasons ; in this case also a 
machine which is otherwise working under a satisfactory load may 
possibly have to run for a shorter working period or with an inferior 
load factor. Again, in the case of normal development, a time will 
be reached when the output no longer suffices for 3,000 factory hours. 
As long as the increased demands can be met by working overtime, 
this way out of the difficulty will be followed ; eventually, however, 
such means will become exhausted, and extensions to the power plant 
may become necessarj\ When the plant is duplicated by the addition 
of another 150 H.P. engine, which at once becomes well loaded, then 
the working conditions will remain practically the same. If, however, 
as is probably the case, the demand for additional power is small at 
first, the comparison will not be in favour of the engine. 

To give an approximate idea of the effect of a heavy or light 
load on the plant, calculations are given for the following cases : — 

1. The output of the machines connected up is reduced 

by 20 per cent. 

2. During one year it is necessarj^ to work with half of 

the machines for 1,000 hours' overtime. 

In case 1 the power consumed will be — 



For Group I. . - . 20,000 H.P.-hours 

For Group II. - - - - 40,000 

For Group III. .... 80,000 



140,000 H.P.-hours 
The transmission losses remain unaltered 54,000 „ 



194,000 H.P.-hours 
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The fuel consumption will be — 

V = 15-4 X 3,000 lbs. tar oil + 3'3 x 3,000 lbs. ignition oil +.0-378 x 194,000 
lbs. tar oil 
= 119,532 lbs. tar oil + 9,900 lbs. ignition oil, the price of which will 
amount to £146 ($720) ; that is to say, the cost of running the 
plant will be £160 - £146 =£14 ($68). 

For an electric drive the comparison will be as follows : — 



Group I. 

Losses, 5 per cent, of 40 H.P. 

Constant consumption of motors, 0*07 x 40 

Total 

During 600 hours . . - . 

Additional consumption, 2,000 x 1*6 

Total 



= 2 H.P. 

= 2-8 „ 



4-8 H.P. 



2,880 H.P.-hours 
21,200 

24,080 H.P.-hours 



Group II. 



Losses likewise 
+ 0-08x40 - 



Total 



During 1,200 hours - 

Additional consumption, 40,000 x 1 -07 

Total 



2 H.P. 
3-2 „ 

5-2 H.P. 



- 6,240 H.P.-hours 

- 42,800 

. 49,040 H.P.-hours 



Group III. 
The constant losses are the same as before : — 

8-5 X 3,000= 25,500 H.P.-hours. 
Additional consumption, 80,000 x 1-04 = 83,200 H.P.-hours - 108,700 H.P.-hours 



Total 
1 per cent, losses in conductor 

Total 



- 181,820 H.P.-hours 
- 1,800 

-183,620 H.P.-hours 



= 135,000 kw.-hours. 
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The peak load of 110 kw. is also reduced 20 per cent., and 
amounts to 87 kvv. 

The cost of electrical energy will then be : — 

£ «. $ 

87xX3 - - - - =261 (1,252-80) 

+ 135,000 kw.-hours at 0-36 penny = 202 10 (972) 



Total - - - 463 10 (2,224-80) 



Compared with the former cost of £577. 10s. ($2,808), a reduc- 
tion of £114 ($584) is effected in expenditure on energy, that is 
to say, the electric drive is about £64 ($324) cheaper in this case 
than a Diesel engine drive. 

In case 2 (1,000 hours' overtime with half load) the consumption 
of the machine during overtime will be one-sixth of the annual 
consumption (1,000 hours instead of 3,000, half load instead of full 

load), namely ^-^^^^- = 29,200 H.P.-hours. 

The transmission losses remain unaltered, they will be 
18 H.P. X 1,000 hours = 18,000 H.P.-hours; the output of the Diesel 
engine will then be 47,200 H.P.-hours. 

The consumption of fuel amounts to 

V = 15-4 X 1,000 lbs. tar oil + 3*3 x 1,000 lbs. ignition oil + 0378 x 47,200 
lbs. tar oil = 36,540 lbs. tar oil + 3,300 lbs. ignition oil. 

£ s. d, $ 

The working costs amount to - - 42 12 (205) 

Another 1,000 hours at 6d. each must be allowed 

for attendance - - 25 (120) 



The additional costs thus amount to - - 67 12 (325) 



Electric Drive 

For Groups I. and 11. the consumption and constant losses are 
* also reduced to one-sixth, viz. : — 



COMPARATIVE COSTS i6r 

Group I. - - -^'^;^^= 5,020 H.P.-hours 5,020 H.P.-hours 

Group II. - - ^-14^ = 10,220 „ 10,220 

Group III., useful load ^^^'^^^ = 16,670 

Constant loses, 8-5 x 1,000 - = 8,500 

Additional output, 16,670 x 1-04 = 17,350 „ 25,850 H.P.-hours 



j> 



>» 



The total consumption is thus - - 41,090 H.P.-hours 

Line losses, ^ per cent. . . . _ 205 „ 

Total - - - . 41,295 H.P.-hours 



This is equal to 30,400 kw. -hours, chargeable at the rate of 0*36 
penny ; the cost for working overtime will thus be £45. 12s. ($219)^ 
or approximately £20 ($96) less than for the Diesel engine service. 

COMPCTATIOX OF INTEREST. 

From the above and former calculations it will be seen that the 
percentage rate of interest taken on capital expenditure exercises a 
considerable influence on the result. The question arises whether a 
rate of interest of 4^ per cent, is sufficient, or whether the manu- 
facturer, from general business interests, will not find it preferable in 
certain instances to pay a higher price for electrical energy and 
thereby avoid the investment of further capital on an engine. 

The nature of the industrial service is of decisive influence here, 
as the manufacturer must consider whether the capital invested in his 
own business cannot be made to give a better return than that 
represented by 4^ per cent. Should the business itself give a return 
of 4^ per cent, or less, the manufacturer will even then not feel 
inclined to invest money in power plant, but will prefer to utilise the 
means at his disposal for developing his business. 

The rate of interest in individual cases must be left to the 

manufacturer s judgment ; he must ask himself whether he is 

prepared to incur an extra expense which^ under the most favourable 

circumstances, would not yield more than 6 or 6^ per cent. 
II 
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Summary. 

From the foregoing investigations it follows that comparative 
•calculations for determining the form of energy to be adopted should 
proceed on similar lines to those introduced for comparing power 
stations. In making comparisons the following points should be 
observed : — 

1. Load factor. This must be ascertained according to the 
nature of the work for which the electrical energy is required. 

2. Working hours. 

3. The consumption should be determined from the fuel 
characteristic of the prime movers and not from the consumption at 
the average load, which is usually estimated incorrectly. 

4. In large power plants the diversity factor must be taken into 
consideration, and the hours of full use also, when several machines 
are erected. 

5. The interest to be charged on capital expenditure must be 
■determined in each case ; 5^ per cent, should be the mininnim. 

6. The comparative calculations should as a rule include 
■conditions in which the actual load is smaller than may be assumed 
under ordinary circumstances. 

7. The influence of overtime on the working costs nmst be 
ascertained. 

8. In cases where early progressive development may be 
expected, the effect of an increase in the power demand must be 
considered. The following additional points refer to comparisons with 
a supply from a power station. 

9. The output follows the prevailing demand. In cases where 
the power is somewhat small at the outset, small motors may be 
installed; when more power is required later on, the increased 
demand can be met without difficulty. 

10. One must consider the loss in revenue that is likely to occur 
in the event of breakdowns. Power stations are generally provided 
with spare boilers and generating sets, so that a reduced supply from 
here is of the rarest occurrence. Arrangements are generally made 
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for some reserve also in the distributing network. Motors for low 
pressures very seldom give rise to stoppage ; furthermore, where an 
individual drive is adopted, only a very small part of the service is 
affected. Any breakdowns occurring can be remedied in a short time. 
In a factory driven by engines without any reserve a possible loss in 
revenue in consequence of breakdowns must be allowed for, as the 
stoppages are of somewhat longer duration. 

11. The transmission losses must be ascertained with great care. 
The assumption made in the foregoing calculation that in a factory 
with a power demand of 150 H.P. only three transmission shafts are 
required is too optimistic. 

12. The maximum demand tarift* should always be used as a basis 
for comparative calculations ; that is the only tariff that leads to a 
correct comparison of generating costs. It must not be forgotten here 
that lower energy costs are obtained by basing the calculations on 
other premises, and in particular by assuming a better load factor. If 
the working conditions are unalterably fixed, or contracts have been 
made relating to hours of full use or to load factor, another form of 
tariff can of course be adopted. 



CHAPTER VI. 

SECOND CONSTRUCTIONAL EXAMPLE . THE INSTALLATIONS 
OF THE VICTORIA FALLS AND TRANSVAAL POWER 
COMPANY, LTD., IN SOUTH AFRICA. 

I. HISTORY. 

Anyone writing the history of the development of large electricity 
works will allot a prominent position to those works whose task it is 
to supply large districts and industrial areas, since they have to over- 
come the most difficult economic and technical conditions, and their 
development is hampered by both public and private opposition to an 
extent not generallj^ experienced with municipal works. 

The rapid growth of electricity works in large towns is not at 
all surprising in view of present-day knowledge of electro-economic 
questions. These works generally have the advantage of a position of 
monopoly, and an area with a high density of consumption. The 
rivalry of their only competitors, the gas-works, can be overcome 
without much difficulty, particularly in the direction of supply to small 
power plants. The undertakings whose chief business it is to give an 
industrial supply are in a less favourable position, inasmuch as the 
consumer they desire to connect up to their mains is himself a com- 
petitor, since he is already accustomed to generate his own power, and 
therefore knows exactly what the generating costs will be. The 
works possess one advantage over him in the fact that they usually 
generate their energy with large generating sets, but this advantage 
is often counteracted by the distribution costs they have to bear. The 
sole justification for the existence of such works from an economic 
point of view is found in the diversity factor, i.e., their peak output is 
appreciably smaller than the sum of the peaks of the industrial plants 

on the system. The difficulties in securing any industrial undertaking, 
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as a consumer, naturally increase with the size of the plant in question, 
and at the present day, with one single exception, the largest industrial 
works in Germany have refused to take their current from overland 
power transmission stations, and prefer to generate their own power. 
It is unnecessary to discuss here the question as to how far this 
position has been dictated by the desire to obtain economic indepen- 
dence in individual cases ; it is significant, however, that consumers 
could have been secured in many instances if it had been possible to 
offer suflScient economic advantages. The correctness of this assertion 
is proved by large water-power plants, where no difficulties have been 
encountered in securing even the largest industrial works as consumers. 

The most important German industrial power transmission 
works, such as the Oberschlesischen Elektrizitatswerke, the Rheinisch- 
Westfalische Elektrizitiitswerk, and also the large works which 
have been erected in the North of England under the engineering 
control of Merz, have, amongst others, slowly developed from small 
beginnings. 

A unique position is occupied by the Victoria Falls and 
Transvaal Power Company in South Africa; this has existed for 
nearly four years, and has reached an output of half a milliard 
(500,000,000) kw.-hours yearly, and before long will reach an output 
of a full milliard. 

These are the largest power works in the w^orld; the energy 
generated is used for various industrial purposes, but a large part is 
used to compress air for use in driving mining and other machinery up 
to approximately 80,000 H.P. It is worth while, therefore, to go into 
the history of this gigantic undertaking more closely, since the unusual 
growth of. the plants can only be appreciated with a thorough know- 
ledge of the conditions of power consumption prevailing at the time 
the plant was installed. 

The rapid advance of industrial concerns in the confined district 
on the Rand, near Johannesburg, where gold is mined, together with 
the development of electric power transmission, had for a long time 
evoked efforts to centralise the energy supply in order to secure the 
benefits accompanj^ing the generation of power with large economical 
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machines. As early as 1905 three electrical power stations existed. 
The first of these, the Rand Central Electric Works, Ltd., generated 
current for the town of Johannesburg, and also supplied a lunited 
amount of energj^ to adjoining mines. The plant, which at first 
returned no profit, was subsequently improved and a satisfactory 
surplus w^as obtained during the last few years of its existence. A 
second similar station likewise depended chiefly upon a town supply 
for its maintenance. This was erected by the General Electric 
Power Company in the neighbourhood of Germiston, which, besides 
supplying the town, also transmitted energy to the Consolidated Gold 
Fields, Simmer, Jack and Knights Deep. The third station was the 
Farrer plant, which had an output of approximately 8,000 kw., and 
was erected by the Farrar group for the operation of its mines. 

In order to study the prospects of supplying energy to the 
districts covered by these works, the Allgemeine Elektricitats Gesell- 
schaft, in connection with the Dresdner Bank, commissioned two 
engineers, Loebinger and Dr Apt, to carry out exhaustive investi- 
gations of the power demand and other conditions upon which the 
centralisation of a power supply depended. 

It is of importance here to take a retrospective view of the 
position of the gold mining industry, as it stood at the time the 
Victoria Falls Power Company was formed. The following particulars 
are taken from the reports of the two gentlemen mentioned above. 

The <jold fields of the Witwatersrand, which extend in an easterlv 
and westerly direction from Johannesburg to a total length of 
about fifty miles, and a width of six miles, must unquestionably be 
numbered amongst the most important industrial districts of the 
world. On 30th June 1905 there were sixty-six gold mines in 
operation, which, during the twelve months from 1st July 1904 to 
30th June 1905, handled 9,567,993 tons of ore. The value of the 
gold output was £17,557,350. The output of the machines employed 
reached a total of more than 200,000 H.P. 

From a financial point of view, the number of gold mines united 
in single groups constantly increased. The principal groups at that 
time were : — 
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1. The Eckstein group. 

2. Consolidated Gold Fields. 

3. J. B. Robinson. 

4. The Barnato group. 

5. The Albu group (General Mining and Finance 

Corporation). 

6. The Farrar group. 

7. The Goerz group. 

8. The Neumann grouj). 

The mines in the Rand district are either outcrop mines or deep 
level mines according to the formation of the gold deposit. In outcrop 
mines the reef appears more or less near the surface ; vertical shafts 
of little depth, sunk for the purpose of extending the workings, are 
also included under outcrop ; mines in which the reef does not come 
to the surface at any point, but can only be reached by sinking a 
vertical shaft of more than 200 ft., are classified as deep level. As 
a rule an outcrop mine is found in the neighbourhood of a deep level 
mine. In the year 1905 the majority of the mines were outcrop 
mines, their number amounting to forty-six, w^hile there were only 
twenty deep level mines. In the meantime, however, this proportion 
has constantly altered in favour of deep level mines, as the mines 
recently started belong to this group to a preponderating degree. 
The gold is worked in all mines on a similar system with slight 
differences. The hard quartz containing the gold is mined entirely 
by blasting ; the drill holes are made for the greater part by means of 
compressed air drills, the amount of hand drilling being very small. 
Dynamite is employed exclusively as the explosive. The ore raised, 
after being roughly sorted from the waste rock, is broken up in 
crushers, and then passes to the stamp mills where it is ground to a 
fine sand. 

The stamp mills are erected everywhere in batteries up to a 
maximum of 200 heads, provided with a combined drive. 

Each stamp mill works about five tons of ore per day on the 
average. The sand, which is mixed with water, is then run over 
amalgamating plates, which retain the greater part of the gold. The 
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remainder, according to the fineness of the sand or slime, is subjected 
to the cyanide process in large tanks; from the cyanide solution 
containing the gold the metal is finally precipitated on zinc shavings 
by a special chemical process. The principal auxiliary machinery 
required in working the gold consists of compressors, hoists for vertical 
and inclined shafts, crushers, stamp mills, and various forms of pumps 
for the cyanide process. Another form of crushing machine which 
has recently come into use is the ball mill, by the introduction of 
which the output of the stamps has been appreciably raised. 

The form of energy used for working the mines in the early days 
was principally steam. Out of a total of 200,000 H.P. only 25,310 
H.P. represented the proportion of electrically-driven machines, the 
remainder consisting almost exclusively of steam plants. 

Calculations of the actual prime costs per H.P. -hour under the 
working conditions then prevailing had only been made by a few 
mines. A price of 'Sd. per indicated H.P. -hour was obtained as the 
average value for twenty-four mines. Converted into electrical units, 
and assuming the efficiency of the steam engines to be 85 per cent., 
a. price of l'26d. per kw.-hour was calculated. 

The difference in the cost of power for different mines was due 
not so much to the varying quality of the machine equipment, as to 
the price of coal, which is varied according to the locality of the 
mine. Good statistics are kept, and they are easily obtained. They 
show that the average working costs of the steam plants amounted 
to 3s. per ton of ore mined. The total costs of power generation 
for working 9,567,993 tons were therefore £1,450,000 under the 
conditions existing in 1905. With 8,000 hours full use the costs per 
H.P. -hour per annum would amount to £26. 13s., or approximately 
£41. 10s. per kw. 

The generation of power for developing mines is very much less 
economical than for mines working regularly with a high annual load 
factor. In the former type, a greater part of the power is required 
for sinking purposes. The costs here amount to approximately 6d. 
per H.P. -hour, i.e., they are more than seven times higher than in the 
case of mines working regularly. 
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These figures show that the vvorkmg conditions prevailing on 
the Witwatersrand made it imperative in this instance, more than 
in any locality, to centralise the generation of power. The density 
of the consumption area and the high load factor, which could scarcely 
be obtained under any other conditions, here presented a particularly 
favourable opportunity for distributing energy from one very large 
power station. Although the generation of power in one large 
station had already been shown to be appreciably cheaper than a 
power supply from various isolated stations, the special conditions 
ruling in South Africa made this fact still more clearly apparent. 
The reduction in the staff perrriitted a considerable reduction in the 
high general expenses necessitated by the costly living conditions on 
the Rand. Coal, the price of which is very high in some cases, can 
be obtained on more favourable terms by purchasing large quantities. 
A further advantage for the mines, apart from a cheap power supply, 
was secured in the saving of the capital for new plant, which would 
otherwise have been necessary, a fact of the greatest significance, 
particularly in times of financial depression. 

It will thus be readily understood that the proposal for a general 
power supply on the Rand was taken up almost simultaneously by 
the different parties interested. The scheme was first worked out 
by Robeson, who was at that time chief engineer of the Eckstein 
group ; this scheme provided for the transmission of compressed 
air and electricity. The main power station was dimensioned for 
an output of 70,000 H.P., and in addition to the mines of the Eckstein 
group was also to supply power to the Consolidated Gold Fields. 
The price for energy proposed was •45d. per kw., at which it would 
have paid to replace any existing steam plants by an electric drive. 
The compressed air was to be generated in one large compressor 
plant, and distributed to the mines through a network of piping 
at a pressure of 115 to 150 lbs. per sq. in. It was to be used for 
driving rock drills and other machines, particularly small underground 
winches, while all other machinery was to be driven electrically. The 
power was to be transmitted by overhead lines. 

Robeson claimed as the advantages for this scheme that the 
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direct transmission of compressed air could be accomplished with 
a better efficiency than the transmission of electric energ^'^ for driving 
a number of small compressors at each mine by electric motors. 

According to the Annual Report of the Government Mining 
Engineer, the total output of the machinery erected in the mining 
districts amounted to 200,000 H.P., of which 60,537 H.P. was 
driven by compressed air. Half of these machines were rock 
drills, the remainder consisted of pumps, fans, winding engines, 
and other hoists. 

A wide field was opened to electricity on the Witwatersrand 
for driving the various auxiliary machinery required by each mine. 
The advantage of the electric individual drive was soon recognised 
for driving machines such as hoists, belt conveyors, water-wheels, 
machine tools, fans, and pumps, which at that time were driven 
bj^ belts and ropes from long transmission shafts ; compressed air was 
also employed in some cases. 

Up to the present time comimratively little attention has been 
given to the ventilation of the mines, and in the majority of cases 
the exhaust air from the drills has sufficed for ventilating purposes. 
As the depth of the shafts increases, however, the difficulty en- 
countered in the ventilation becomes greater ; the mines will therefore 
be obliofed in course of time to resort to artificial ventilation in order 
to counteract the high temperatures prevailing at great depths. 

The output of the pumping machinery in the gold mines during 
the year 1905 was approximately 32,000 H.P., of which 6,100 H.P. 
was driven electrically. The greater part of the pumping machinery, 
namely, about 16,000 H.P., was employed for raising water from the 
mines, approximately 6,000 H.P. being used for the pumps required 
in the reducing plants, and the remainder for the general water supply, 
the high-pressure water supply, and drainage. 

It was to be expected that the number of underground pumping 
plants would increase as the deep level mines developed. Even 
at that time some trouble was experienced at individual shafts in 
dealing with the water, and the deeper the new shafts were driven^ 
the more difficult it became to dispose of the water. 
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The appreciable lifts (4,000 to 5,000 ft.) made an electric drive 
imperative from the outset. 

The ventilating and pumping plants include machines which work 
practically throughout the entire year without interruption, and as 
the quantity of air or water pumped is always the same, the machines 
form an excellent constant load for power stations. 

More important in this respect were, however, the crushers, 
whose task it is to crush the ore after it is raised to the surface. 
According to the official statistics in the year 1905, the power 
required for driving crushers was approximately 5,500 H.P., 
and 28,000 H.P. for stamp mills. Although mining engineers 
held different views with regard to the most advantageous form of 
mechanical drive, they were unanimous in their opinion that the 
electric driving of the mills was superior to a steam engine drive. 

The stamp mills are generally arranged in batteries of 200 or 
400 in very large plants. The power required for a battery of 200 
stamps is from 600 to 800 H.P., according to the size of the stamps. 
As the stamps had been driven hitherto almost exclusively from long 
transmission shafts, the efficiency of energy transmission was very 
low, and an auxiliary engine had to be provided as a standby in case 
the entire battery was shut down, due to a defect in the main driving 
engine. With the exception of a few mines in which the batteries 
were stopped on Sundays, an annual working period of 8,000 hours 
could be allowed for the mills. As the ore is distributed verv 
uniformly, no load fluctuations were to be anticipated. 

These plants, therefore, constituted ideal consumers for electricity 
works as regards the nature of the load and length of time for which 
it was required. 

A less steady load is that of winding engines. But the frequent 
peaks of these machines, it was assumed, would be less perceptible 
in the load curve of the power station in consequence of the large 
steady load. Even the load for winding engines becomes fairly 
uniform as the number of winding engines on the system increases. 

Mining engineers are in many cases not favourably disposed to 
the introduction of electricity for winding plants, and apart from the 
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Eckstein group, not many of the outcrop mines with winding engines 
above ground could be expected to take a supply. The conditions 
are different, however, in the case of deep level mines, where winding 
engines must generally be erected underground, and steam or com- 
pressed air is unsuitable in consequence of the depth. There was no 
other alternative than to adopt electricity, wherefore one could expect 
the electric drive to be introduced rapidly, particularly for inclined 
shafts. 

Notwithstanding the unsatisfactory results of existing small power 
stations, the suggestion to combine the generation of energy in one 
undertaking laid out on a very large scale was by no means inappro- 
priate at this stage, owing to the fact that a number of overland 
power stations depending on an industrial load of a like nature were 
already being operated with financial success in Europe and America. 

On the occasion of the annual meeting of the British Association 
in Johannesburg, Hammond read a paper before the Engineering 
Section on August 30th, 1905, on electric power transmission on the 
Rand, in which he came to the conclusion that under the conditions 
ruling, a large electric power station erected on the Rand would be 
able to earn a dividend of 10 per cent, without difficulty. Hammond 
estimated the annual consumption at 300^000,000 kw. -hours, with total 
connections amounting to 82,000 kw., and a power station output of 
60,000 kw. The price for current was to have been '7d. per kw.-hour. 

This estimate was based upon the assumption that with such a 
low price for current it would be possible to persuade all the mines 
already working with steam plants to exchange the latter for an 
electric drive. This assumption, however, proved later on to be 
incorrect. 

Even at this time the question was raised by Hammond as to 
whether it would not be better to erect the station in some other 
locality where coal and water could be obtained more cheaply than on 
the Rand itself. 

The price of these two materials is no doubt of primary import- 
ance in the selection of the site, and this fact is nowhere more clearly 
apparent than on the Witwatersrand, where the price of coal varies 
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considerably in consequence of the high railway rates, and where 
water has a high value owing to its scarcity on the South African 
tableland. 

The scheme worked out by the A.E.G., after preliminary investi- 
gations, provided for a power station with an output of 30,000 kw., of 
which 15,000 kw. were to be erected immediately at one of the large 
dams on the Rand. Comparative calculations made between this 
situation and another on the Vaal river in Vereeniging, thirty-five 
miles to the north, proved the site on the Hand to be superior in view 
of the coal prices prevailing at the time. Other considerations were 
the uncertainty in transmission of power over the long distance from 
Vereeniging and the serious consequences of any interruptions in the 
supply, apart from engineering difficulties. 

It is interesting to compare the plans drawn up at that time with 
those prepared in accordance with later ideas; it will be seen, not- 
withstanding the short interval that has elapsed, that it has been 
possible to introduce great improvements in many parts of the 
scheme. Figs. 92a, 92b, 92c show a section and plan of the power 
station proposed at that time. 

Simultaneously with the A. E.G., but independently of the latter, 
the British South Africa Company under its energetic manager, 
H. W. Fox, also studied the question of power supply on the Rand, 
with the object of utilising the enormous water power of the Victoria 
Falls on the Zambesi river, which belong to them. To this end H. W. 
Fox founded the African Concessions Syndicate, which acquired the 
right from the British South Africa Company to erect a power station 
with an output of 250,000 H.P. at the Victoria Falls. The necessity 
for carrying out searching investigations to determine the most 
satisfactory system from a technical and economical point of view 
for transmitting this amount of power over the great distance of 700 
miles, led to the formation of a committee of experts, which included 
Blondel, Paris ; Gisbert Kapp, Birmingham ; Lord Kelvin, London ; 
and Tissaut, Basle. 

Although this scheme could not be carried out on political 
grounds, and was eventually abandoned for the time being, it is 
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nevertheless interesting to note from tlie reports submitted that the 
transmission of high-tension direct current was recommended by the 
above-mentioned experts, and it was proposed to adopt a so-called 
series transmission system in which the current is constant and 
the pressure variable.' The output was to be varied by automatic 
regulation of the pressure, the highest value of -which was estimated 
at 100,000 volts. The disadvantage of constant copper losses, which 
would have been particularly noticeable at light loads, did not come 
under consideration here, as a load factor of more than 80 per cent, 
could be expected and water in abundance was available, which could 
be allowed to run to waste at times of light load. 

Later, Ralph Mershon, America, and the author were consulted 
in the same connection ; both proposed high-tension three-phase power 

5BcfJon through Boiler Hovsi. 



Fig. ftJi;.— Design tor a Pc.wer .Station on the Rflnil. 

Section thruugli tlie Boiler Hnufie. 

transmission, independently of each other, the freipiency in Mershon's 
scheme being 12^, and in that of the author 10 periods per second. 
Calculations made at higher frequencies showed such an unusual distri- 
bution of pressure at fluctuations of the load, that the idea of adopting 
higher frequencies had to be abandoned altogether ; satisfactory values 
were secured, however, at the frequency proposed. Both engineers 
recognised an advantage over direct current transmission, inasmuch 
as the generation of high-pressure three-phase electric energy could be 
accomplished in a more perfect manner technically with plant which 
had already passed the development stage, whereas the same cannot 
be said of high-tension direct current, which involved the complete 
insulation of each generator, and the insulation of the couplings to 



176 LARGE ELECTRIC POWER STATIONS 

prime movers for the full working pressure. The suggestion of 
employing silk band couplings appeared even more questionable than 
the erection of large machines on porcelain insulators. 

In the subsequent negotiations between H. W. Fox and the 
author a general scheme was agreed upon. Eventually the Victoria 
Falls Power Company was formed, with a capital of £1,640,000, of 
which £815,000 were issued in debentures. This sum was subscribed in 
Germany under the direction of the Dresdner Bank. 

The A. E.G. undertook the engineering of the scheme and the 
installation of the entire plant. Ralph Mershon and Arthur Wright, 
London, then proceeded to South Africa to obtain further important 
details. On their return the plans were finally passed, and the 
erection of two power stations with a total capacity of 18,000 kw. was 
begun. The smaller station, containing two 3,000 kw. sets, was to be 
erected at Brakpan to work in conjunction with the Hand Central 
Electric Works, while the larger station was built at Simmerpan, and 
was to have an output of 4 x 3,000 kw. At that time these were the 
only places where the necessary water supply was obtainable, two 
large artificial lakes being available for the purpose. 

On the formation of the Victoria Falls Power Company the 
stations of the Rand Central Works and the Driehoek Electricity 
Works of the General Electric Power Company were taken over. 
The company was also successful in making a contract with the 
Consolidated Gold Fields for a supply of 3,000,000 kw. -hours. By 
this means it temporarily occupied a position of monopoly, as the 
power station of the Farrar group only supplied current to the mines 
of the latter. 

2. FIRST SECTION — BRAKPAN AND SIMMERPAN 
POWER STATIONS AND HERCULES SUBSTATION. 

A. Brakpan Power Station. 

{a) Situation of the Works. 

The Brakpan power station (see plan, Fig. 93) is situated at the 
extreme east of the Iland, and supplies the mines of the Brakpan 
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district, including the Brakpan collieries, the Brakpan gold mine, and 
the Geduld mine. The Waterfontein mines, which have recently been 
taken over by the Eckstein group, have also been connected up. The 
capacity of the works was restricted from the outset by the water 
supply conditions, as the area of Brakpan Lake, which is not very 
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Fife'. 93.— Brakpan Power Station. Plan acaie, I to 5,000. 

deep, is reduced in summer to 645,600 sq. ft., and there is no prospect 
of any other source of water. 

(6) Engine Room. 

The plant consists of two turbo-generators, each having au output 

of 3,000 kw. and running at a speed of 1,500 r.p.m. ; the sets are 

arranged along the centre line of the engine room (Figs. 94, 95, 96, 

97). The generators were originally wound for a pressure of 10,000 



178 



LARGK ELECTRIC POWER STATIONS 



volts, but were later rewound with bar windings for a low voltage 
and connected up to transformers, as tbe high-tension winding was 

subjected to exces- 
sive stresses from 
violent atmospheric 
= ^ discharges, whereas 
J the high ■ tension 
J J windings of trans- 
J K ^ formers can be made 
% ^2 safer in this respect. 
^ ■= J- By usingr bar wind- 
S..S cfe ings the capacity of 
|i the generators could 
^ .1 be increased by 10 
^■= per cent., so that the 
extra costs were for 
the greater part . 
counterbalanced. 

The boiler house 
and engine room are 
arranged jjarallel to 
one another and are 
of the same length. 
This arrangement 
was selected on 
account of tbe fact 
that future exten- 
sions are improbable 
owing to the limited 
supply of water ; 
under these circum- 
stances the area 
covered is compara- 
tively small. The air and lift pumps and circulating water pumps are 
each driven by direct coupled electric motors (Figs. 98, 102, and 103). 
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In order to increase the cooling effect of the lake, a special dam was 

constructed which distributes 

the water as uniformly as pos- 

I || sible (Fig. 93). The maxi- . 

J s ^ mum temperature of the lake 

I" "S-i could thus be reduced to 

I ^ 86° F. in summer (views of 

" e buildings, Figs. 99 to 101). 

^ 5 1) (c) Coal TranS2}ort and 

I %'f^ Boiler House. 

I = g Owing to the raised posi- 

■§ I tion of the railway siding, 

I ^ the coal trucks could be run 

§ '^ _ directly into the boiler house 

j^ " I above the elevated bunkers 

I (Figs. 90, 97, 98, 100, and 

g 101). The coal transport is 

I I thus greatly simplified, but 

S s the installation costs were 

J^ somewhat heavy, since in 

I 2 addition to the high railway 

■o jc embankment, massive iron- 

^ '- work wa.s necessary for sup- 

. s porting the bunkers, the cost 

■= o: of which was further increased 

" ■% as the result of the severe 

.= ^ conditions for safetj' and tak- 

i 2 ing up the shock caused by 

"I -2 the application of the brakes 

I " on the railway trucks. The 

^ boiler plant comprises eight 

^ Babcock & Wilcox marine 

type boilers, each having a 

water-touched heating surface of 3,830 sq. ft., grate area of 156 
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sq. ft., and superheater surface of 1,370 sq. ft., which supply 17,600 
to 22,000 lbs., and a maximum of 28,600 to 30,800 lbs. of steam 
per hour at a temperature of 615° F. The cast-iron economisers 
constructed by Green {Figs. 96, 97) are placed on a separate floor 
above the boilers; each pair of boilers has a wrought-iron chimney 
with artificial draught on the ejector system. The efficiency obtained 
in practice is between 77 and 80 per cent. With an experimental 
plant in Glasgow an efficiency of 83 per cent, was obtained on 
normal load before the erection of the works. The fans are driven 



Fig. 101,— Brftkpan Power Station. 

by direct coupled electric motors ; they are erected on the boiler house 
floor behind the boilers in an accessible position (Fig. 96). The 
artificial draught is regulated by dampers. The natural draught 
suffices for 40^ per cent, of the boiler output. The fuel used is coal 
dust, with which a small quantity of small coal is mixed ; the calorific 
value of the fuel is 9,000 to 10,800 B.Th.U. The ash is removed 
mechanically by rope conveyors and separate trucks {Fig. 101), which 
are raised by hand to the works entrance. The ash is dumped into 
a valley close by {Fig. 93), so that no hoisting is necessary. 

* This figui-e can be considerably improved by further reducing the resistances in the 
boiler, economiaer, and fluea (see Figs. 10, 11, 12, 38, 72, 73). 
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(d) Switch House. 
A special switch house is erected at a distance of approximately 
fifty yards from the engine room ; it contains the operating panels as 
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well as all other gear. All switchgear is operated by remote control 
(see diagram of connections, Fig. 104). 

The switchboard attendants can communicate with the engine 
room by means of loud-speaking telephones. The transformer com- 
partments are made fireproof and adjoin the long side of the switch 
house (Fig. 105). The pressure is transformed from 10,000 up to 
40,000 volts, the current is transmitted exclusively by overhead 
transmission lines, the pressure being 10,000 volts in the neighbour- 
hood of Brakpan, and 10,000 and 40,000 volts for Simmerpan, two 
double lines carried on special masts being employed for the latter. 
The switch house also contains a battery for the operation of the 
switches and for emergency lighting ; it is charged by a small three- 
phase direct current converter in the same building. 



B. Simmerpan Power Station. 
(See plan. Fig. 106, and general view. Fig. 107.) 

(a) Coal Transport. 

The coal conveying plant includes bunkers placed outside immedi- 
ately above the ground, so that the coal can be discharged from the 
trucks direct. The bunkers are situated in front of the boiler houses 
at right angles to the same, and the coal is removed by means of 
bucket conveyors which discharge their contents into further large 
bunkers above the boilers (Figs. 108, 110). The conveyors are fed by 
a transverse conveyor, which passes under the coal store, so that coal 
can be conveyed from any bunker into any of the boiler houses. This 
arrangement is necessary in view of the different kinds of coal used, 
which have to be mixed with one another to ensure satisfactory com- 
bustion on the chain grates. The conveyor plant can be so adjusted, 
for example, that every second hopper is filled from a certain bunker, 
the intermediate hoppers being filled from other bunkers. The coal 
store has a capacity of 1,600 tons, and the bunkers in each boiler house 
can take 650 tons of coal. 
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(h) Boiler Houses. 
The boiler plant {Figs. 108, 110) consists of two boiler houses, 
each containing eight boilers. Each of these boilers evaporates 
20,000 lbs. of water per hour, the water-touched heating surface is 



Fig. 106.— Simmerpan Power .Station. Plan. 

3,850 sq. ft., and the grate area 156 sq. ft. Contrary to Brakpan 
station, the centre line of the boiler houses here is at right angles to 
the centre line of the engine room. The steam from one boiler house 
suffices for two turbo-generators of the same size as those installed in 
Brakpan station, including a steam reserve of approximately 20 per 
cent. The boilers and economisers are of the same construction as 
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those in the Brakpan station. The main steam pipework in each 
boiler house is constructed as an open ring ; the ends of the ring are 
connected up to a collector pipe, which runs along the ash basement 
on the outside of the engine room ; the connections to the turbines are 
branched off from this pipe (see lay-out of piping, Fig. HI, also 
Figs. 112 to 114). It is worth mentioning here that the normal steam 
separators inserted in the branches were not adequate, in consequence 
of the short circuits and heavy rushes of load which were of so 
frequent occurrence during the early period, and caused water to be 
carried over from the boilers, thus endangering the turbines. They 
were later replaced by separators fitted with somewhat heavy trough- 



Power station. General View. Management offices in foreeround ; 
the coal bunkers may be seen in front of the boiler houses. 

shaped attachments ; the latter not only retain any water carried over, 
but also serve as thermal reservoirs and evaporate this water. 

(0) Engine Room. 

The engine room contains six turbo-generators, each having an 
output of 3,000 kw. ; all sets are mounted in parallel to one another 
{Figs. 108, 115. First lay-out : fonr generating sets). The arrange- 
ment of the condensers is standard; the auxiliary pumps are driven 
electrically as in Brakpan station. A channel htis been constructed 
for the cooling water supply ; it runs along the outer wall of the 
engine room directly into the Sinimerpan. The circulating water 
pumps, which are vertical, are placed in wells connected with the 
channel by pipes with suitable valves (Figs. 106, 109, 112, and 115). 

The channel and wells are at such a depth that water will always 
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flow into the pumps, 

fl even at the lowest 
f level of the pan. 
"5"' The connection to 
I the pan was hlasted 
out of the rock as 
far as the water level 
permitted during the 
time building was in 
progress. Blasting 
operations will be 
resumed when the 
; water level has re- 
ceded further, so that 
later the lowest level 
of the channel will 
be connected with 
i the pan direct ; the 

chief object here was 
I to avoid the erection 
; of costly dams, which 

I would of necessity 

I have been very ex- 

i tensive, as the banks 

f of the pan are some- 

1 what flat, and the 

I rock forming them is 
'. porous. After pass- 

ing through the con- 
densers, the cooling 
water runs through 
two lines of pipes 
along the engine 
room, with an outlet 
in the pan below 
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the surface of the water, so that all leakage is avoided, and the 
power taken by the circulating water pumps is limited to what is 
recjuired for overcoming friction losses. The electric motors driving 
the pumps are erected on the same level as the basement of the engine 
room, and are conveniently accessible for inspection purposes. 

(d) Switch House. 

The switch house (Fig. 116), as in Brakpan station, is separate 
from the machine installation, being connected to the latter by an 
accessible cable trench (Fig. 106) ; the interior equipment is the same 



Fig. 1 10. — SimmerpaD Power Station. Section through Boiler Houses. 

as that for Brakpan, the departures being solely due to the greater 
size of plant. There are two double .sets of bus-bars for 10,000 volts 
(distributing network) and 40,000 volts (feeders). 

The motor generator for charging the battery is driven by a 
synchronous motor which, in the event of a breakdown, is fed from 
the battery, and runs as a generator for supplying current to auxiliary 
motors. For this purpose the battery is dimensioned for a large 
output of short duration. The arrangement has given good results, 
and its adoption is recommended where auxiliary machines are driven 
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electrically, and where no other independent source of supply 
available. 



a = Live steam pipes. 6 = Boiler house. c = VVet air pump with electric drive. rf^Surfaco 
coiidenBer. f = Wet air pump. /= Drains from nir pump. ^^VVorkshop. A = Outlet pipe. i = Out- 
let of c!)oliiig water for oil and hearings. j = Pump for cooling water for hearings. J; = Elliaust 
steam pipe for condenser safety valve, f — Eihauat air outlet for wet air pump. m = Inlet channel. 
n=--Rotarj pump with electric drive for condenser cooling water. o = Pump well. 



Fig. 113.— Simraerpan Power Station 



As already mentioned, the Brakpan and Simnierpan stations 
are connected to one another by two 40,000-volt transmission lines, 
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each of which is carried on a separate row of masts. Both rows 
of masts also carry over the greater part of the distance one or two 
sets of wires for the 10,000-volt distributing circuit, a large proportion 



Fig. 113.— Sininierpfti Power Slation. Longiludinal Section through the Engine Room. 

of the energy being consumed in the immediate vicinity of the 
transmission hne, 

C. Hercvles Substation. 

The Hercules main switch and transformer station is situated 
half-way between the Brakpan and Simmerpan stations, the two 
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40,000-voU transmission lines passing right tlirough the building 
(Fig- 117). 



The pressure is here stepped down to 10,000 volts. As in the 
Brakpan and Simmerpan stations, local distributing networks are 
connected up to this station ; they join the Simmerpan network on 
one side, and the Brakpan network on the other, so that energy 
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can flow into the distributing network from two sides. The surround- 
ing mines are supplied direct from the 10, 000- volt network ; the 
demand for power in this neighbourhood has, however, increased 
so rapidly in the last few years, that these two power stations are 
now no longer capable of meeting the demand in the eastern district, 
and a certain amount of energy must be obtained from the new 
works at Rosherville. 

3. PREPARATORY WORK FOR FURTHER 

DEVELOPMENT. 

a. General. 

The municipality of Johannesburg, which had been taking a 
supply of energy from the Rand Central Electric Works, had in 
the meantime erected its own power station, with generators which 
were to be driven by gas engines. This station was, however, never 
put into commission, and the municipality was therefore obliged to 
extend the contracts for the supply of energy with the Rand Central 
Electricity Works, and those of a more recent date with the Victoria 
Falls Power Company. In view of the disputes which had arisen 
with the municipality, the contractors for the gas engine plant 
commissioned W. A. Harper, in the spring of 1908, to negotiate 
on their behalf. 

In the course of hTs efforts to arrive at an understanding with 
the municipality. Harper put forward an entirely new scheme, 
involving the erection of a steam-driven power station, not only 
for the supply of Johannesburg, but also for the immediate neighbour- 
hood. With this object he conducted negotiations with various 
mining companies concerned. Although the Victoria Falls Company 
was able to prevent an arrangement on these lines with the muni- 
cipality of Johannesburg, Harper was successful in his negotiations 
with the mines, and was able to obtain a provisional contract for the 
supply of energy to the Eckstein group, the largest of the mining 
concerns. 

Harper's contract with the Eckstein group is the most important 
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contract of this kind that has ever been made with a single 
consumer. 

In addition to guaranteeing a maximum consumption of 80,000,000 
kw. -hours per annum, the Eckstein group engaged to take the entire 
power wanted at their mines under the terms of the contract ; they, 
further agreed to change over the existing steam plant to electric 
driving by the time new works could be started up. 

According to the conditions existing at the time, one could 
assume with a fair degree of certainty that the consumption would be 
about twice the guaranteed value. 

The contract also contained the following important conditions : — 
The supply was to commence on the 1st of January 1910, and the 
date of expiration was ten years later. About 40 per cent, of the 
output was to be supplied in the form of compressed air. The 
compressed air output was determined by exhaustive calculations, 
the conversion factor in particular for the kilowatt equivalent in 
air as a function of volume, pressure, and temperature being determined 
from the formula — 

The constant - in this formula was to be determined from 

efficiency tests to be carried out with the existing air compressors. 

The price agreed upon for the supply of electricity was •45d. per 
kw.-hour, and for compressed air •67d. per kw.-hour. The prices were 
to be reduced in the event of lower railway freights for coal being 
obtained, and finally a certain share in the profits was to be allotted to 
the Eckstein group. 

The fulfilment of the contract was based upon the assumption 
that Harper would be successful in forming a company to finance the 
scheme within a given time. 

On his return to England Harper placed the matter before the 
A.E.G., who carefully examined the contracts and made their own 
estimates and comparative calculations in order to ascertain whether 
sufficient revenue could be obtained under the conditions agreed 
upon. 
13 
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The result was unfavourable : the short duration of the contract, 
and extremely onerous conditions with regard to penalties in particular, 
made an acceptance of the terms impossible. The subsequent negotia- 
tions for improving the contract between the author and the principals 
of the Eckstein group in London were successful, inasmuch as some 
of the severest conditions were removed. At the same time it was 
found possible to agree to a contract period of twenty years, and to 
increase the maximum guarantee from 80 to 100 million kw. -hours 
per annum. 

The modified contract was then signed in the autumn of 1908 by 
Lord Winchester, the President of the Victoria Falls Power Company, 
after he had been successful in securing the large extra capital the 
company required for the new undertaking. 

The capital, which amounted to £1,800,000, was divided into 
debentures and shares in equal proportions.^ The debentures were again 
subscribed in Germany, the Deutsche Bank participating on this 
occasion, with the result that a share of the plant was manufactured 
by the Siemens Schuckertwerke. 

As the idea of developing the water power of the Victoria Falls 
had in the meantime been abandoned, because the Government, at the 
instigation of coal owners, had prohibited the importation of electrical 
energy into the Transvaal, the title of the company was altered to 
Victoria Falls and Transvaal Power Company, Ltd. The Rand 
Mines Power Supply Company was formed as a subsidiary company, 
in compliance with the terms of the contract with the Eckstein 
group. This step was essential on account of the group's participation 
in the revenue and to limit other legal rights relating to the assets of 
the new undertaking. 

A new construction contract was made with the A. E.G. for the 
extensions, which included the erection of new power stations, the 
supply of seven steam turbines with a capacity 12,000 k.v.a. each, and 
ten air compressors for 4,000 H.P. each, also overhead transmission 

^The capital was increased in 1910 by £130,000 preference shares, in 1911 by 
£162,000 preference shares and £1,299,500 debentures, and in the beginning of 1912 
by £500,000 debentures. 



RAND COAL SUPPLY 195 

lines for 40,000 and 10,000 volts, a cable network for 20,000 volts, and 
an extensive network of air pipes for a pressure of 130 lbs. per 
square inch. 

In addition to Arthur Wright and W. A. Harper, the author 
was requested to act as consulting engineer to the company and was 
entrusted with the engineering part of the work, whilst Wright and 
Harper undertook the certification of surveys and invoices and the 
work of inspecting and testing the whole of the plant before dispatch 
and after erection to ensure compliance with guarantees. 

No details were available for the preparation of designs, nor had 
the site of the power station been selected or the nature of distribu- 
tion of energy been made. For going into all these points the author 
travelled to South Africa in the company of Lord Winchester, who 
proposed to form the Rand Mines Supply Company. This was in 
the spring of 1909. The author's assistant engineer, R. Troger, 
was already engaged with preliminary work on the spot. 

The power demand of the Eckstein group had in the meantime 
risen appreciably in consequence of their having absorbed two new 
mining companies, the Modderfontein Gold Mining Coompany and 
the Bantjes Consolidated Mines. The total demand was eventually 
assessed at 320 million kw. -hours ; to this amount had to be 
added the very considerable consumption of the Goldfields and Albu 
groups, which had since agreed to take a supply : it was therefore 
necessary to reckon with a consumption of about 500 million kw.- 
hours. 

The coal and water supply, the determination of load factor, and 
the question of wayleaves demanded very careful attention for so 
huge an undertaking, the success of which depended entirely on how 
these matters were handled from the commencement. It seems, there- 
fore, desirable to discuss these points somewhat more closely. 

b. Coal Supply on the Rand. 

Coal is found to some extent on the Rand itself in the neighbour- 
hood of Brakpan and Springs ; it is here close to the surface and has 
a low calorific value, but when mixed with better grades of coal, it can 
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be fired successfully on chain grates. It is interesting to note that 
in some places the coal deposits are on a higher level than the 
gold reef; coal and gold ore can then be raised in the same 
shaft. 

The most important coal beds of the Transvaal are situated in 
the Witbank-Middelburg district, about eighty miles to the east of 
Johannesburg. The coal is found in numerous seams to a depth of 
300 ft, the thickness of the seams reaching 23 ft. in places. The 
coal is good throughout, its calorific value being 11,600 to 12,700 
B.Th.U. 

The Heidelberg district and the large coal fields near Vereeniging 
on the Vaal river are also available for the supply of coal to the 
Rand ; a large number of borings have shown that the seams in the 
latter district are very thick and extensive and are comparatively close 
to the surface. 

With regard to the geological formation it should be remarked 
that the coal beds are for the greater part flat deposits, not very 
deep under the surface. The mines are scattered and in no way 
connected with one another ; the quality of the coal varies considerably. 
It is thus impossible to gain any idea from the seams of one coal field 
as to the quality of the other deposits in the neighbourhood. 
Numerous abandoned shafts give evidence of unsuccessful mining 
operations. 

The quality of the coal depends to a great extent on its 
subsequent treatment ; all shale must be carefully removed by hand 
on sorting belts, a process which naturally increases the ultimate 
price appreciably, as even in the best mines up to 10 per cent, waste 
rock is raised with the coal. 

The coal, as a rule, contains little gas ; no experience of its 
suitability for mechanical stokers was available before the erection of 
the Victoria Falls Power Company's plants, because the boilers in the 
older works had been fired by hand by blacks or Chinamen. It was 
of course considered an advantage to introduce mechanical stoking 
wherever possible, and extensive experiments with different grades of 
coal were made before the system and size of the grate was finally 
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decided upon. In the tests carried out in conjunction with Babcock 
& Wilcox, Ltd., it was found that the better grades of coal burnt 
satisfactorily on chain grates with a suitable spacing of links, and that 
coal containing little gas required mixing with a more gaseous quality ; 
a slight increase in the size of the grate was also necessary for the 
Vereeniging coal in order to obtain the same steam output from the 
boilers. 

Notwithstanding the many impurities it contains, the cost of 
mining the coal is very small ; the low depth at which it is found, 
cheap native labour, chiefly, however, the great thickness of seams, 
which make all constructional work unnecessary, keep the mining costs 
very low. The cost of raising the coal is only 2s. to 4s. per ton, 
including the interest on the invested capital. 

When mining the coal, substantial pillars are left standing. The 
volume of these reaches 40 per cent, of the entire seam ; after the rest 
of the coal has been removed, about half the coal of these pillars can 
be mined, but in such case the roof must be allowed to fall. 

Coal-cutting machines are much in use. Their construction depends 
upon the nature of the mine ; they are, as a rule, driven by compressed 
air. Artificial ventilation is not considered necessary. The gases of 
combustion resulting from the blasting operations are removed, as in 
the gold mines on the Rand, by allowing the compressed air piping to 
remain open for some time. There is no danger from fire damp or 
coal dust explosions, and unprotected lamps (stearine candles) can be 
used everywhere. 

The qualities of coal on the nrarket are known as cobbles, nuts, 
small coal, and dust. In former years the dust and part of the small 
coal was thrown to waste with the remaining refuse, and even now 
large heaps of this class of coal may be seen in the neighbourhood of 
mines. It has lost largely in calorific value through spontaneous 
ignition and exposure. 

Credit is due to H. Spengel, the former manager of the Victoria 
Falls and Transvaal Power Company, for recognising the value of this 
waste coal for firing boilers. He was able to make contracts of long 
duration with a number of mines, in accordance with which this coal 
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was delivered free at the mine at prices from 6d. to Is. per ton. The 
company was thus able to cover its coal requirements for a number 
of years exclusively from dust and small coal, and it only became 
necessary to resort to more expensive coal with the prodigious growth 
of the plants. 

The price for cobbles and nuts varies from 4s. to 7s. per ton. 
The exceedingly high costs for railway transport increase the price at 
boiler house considerably ; the freight from Vereeniging to Johannes- 
burg is about 6s., and from Wittbank about 7s. 6d. per ton, so that 
the high price on the Rand is chiefly due to freight charges. 

The tariffs were adjustable according to transport prices, but were 
not affected by fluctuations in the coal market ; it was therefore essential 
for the company to find some means of effectively preventing appreci- 
able advances in prices by the formation of syndicates. It was sought 
to avoid this danger by making contracts of long duration and by 
taking a share interest in coal mines. 

A further protection against the fluctuation of coal prices was 
found to be the position of the power stations. The main station at 
the Rosherville dam is supplied from two separate coal districts 
each about the same distance from the works, and quite independent 
of one another, so that fluctuations in the freight rates cannot be taken 
advantage of in the coal prices ; the total interruption in the supply 
due to strikes or breakdowns in railway communications is also not 
likely for the same reason. 

c. Water Supply on the Rand. 

Although the annual rainfall in the Transvaal is normal (it 
averages 27*5 in. a year), the supply of water was nevertheless one 
of the most difficult problems from the outset, its significance having 
increased with the growth of industry on the Rand. The altitude 
(the Rand lies nearly 6,500 ft. above sea level), the fact that the 
rainfall is limited to the summer months, October to March, and 
the local conditions (rocky or hard soil with no forest land), are 
inimical to natural irrigation. Apart from the few large rivers, 
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water is only found in the water-bearing strata of the dolomite 
formation between Johannesburg and Vereeniging. 

Thus at an early date the Boers had recognised the necessity 
for storing up the rain water by the construction of artificial dams 
across the principal rain channels. These stores of water are, however, 
of small capacity, having been designed for personal requirements. 
Natural folds in the structure of the land or small valleys were closed 
by earth dams, in the construction of which the Boers have attained 
a remarkable proficiency. 

The rapid industrial advance was accompanied by the adoption 
of more systematic methods, and a number of dams were built on 
the Rand, some of which enable large quantities of water to be stored. 

The most important of these are the Simmerpan, with a drainage 
area of 7 sq. miles, an average surface area of 130 acres, and an 
average capacity of 440 million galls. ; and the Rosherville basin, 
having approximately the same average capacity and a surface area 
of 110 acres. The drainage area of this basin, which was originally 
7 7 sq. miles, was later extended to 127 sq. miles by the construction 
of canals. Allowing an average loss of water of 16 per cent through 
drainage, and an evaporation of approximately 5 ft. per year, these 
figures being in accordance with actual experience, it has been found 
that the quantity of water available annually in Simmerpan is 
286 million galls., and 660 million galls, in Rosherville. The average 
rainfall was taken at 27*5 in. 

In order to secure an additional source of water, a company, 
consisting of the parties immediately interested, was formed. Pumping 
stations and pipe lines were erected to bring the water from the 
dolomite formations to the south of the Rand to the Rand itself. 
This installation can only be used for industrial purposes in cases 
of emergency, however, as the cost of pumping 100 galls, is 
about r46d., when a total quantity of 220,000 galls, is pumped 
daily. 

It is obvious that in selecting the site for the power station 
particular attention had to be devoted to the water supply ; on the 
other hand, considerable opposition on the part of the different 
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companies would have been encountered if the existing dams, which 
had been built exclusively for mining purposes, had been used for a 
large power station. The attitude taken up by the mining companies 
in this connection was so firm that for a long time the advisability of 
transferring the site of the power station to the extreme south of the 
Rand was seriously considered, as the water-bearing dolomite formation 
of this locality offered a favourable opportunity for the construction 
of cooling ponds. 

After a further careful examination of the water conditions the 
fact was finally established that, even allowing for a considerable 
increase in the gold output, the quantity of water in the Rosherville pan 
was sufficient to cover the requirements of a large power station in 
addition to the supply for the mines. It was shown by calculations 
that when the basin was used as a cooling pond the latent heat in the 
quantity of water lost annually by evaporation (it amounts on the 
average to 154 million galls, per year) could be effectively utilised ; it 
could also be proved with a fair degree of certainty that the steam 
consumption, and therefore the water consumption of the existing 
steam engines at mines, was approximately three times that of a large 
modern power station. 

According to these calculations the saving of water due to the 
introduction of the electric drive for mining work was from 2^ to 3 
galls, per kw.-hour which would thus be available for any extensions 
to the mining plants, and would enable the quantity of ore worked to 
be increased by 50 per cent, with the same water consumption. 

Negotiations conducted by the author with Reyersbach, the 
manager of the Eckstein group, finally led to an agreement to 
the effect that the water in the Rosherville pan should be used for the 
purposes of a large electric power station free of charge, on the con- 
dition that the Eckstein mines, which up to then had pumped out not 
more than 450 million galls, annually, should in future be allowed to 
take 600 million galls. It was also stipulated that the temperature 
of the water should not exceed 75"* F. at the point at which it is 
pumped for the use of the mines. 

Notwithstanding this restriction, the plans for a power station at 
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Rosherville were found to possess many advantages over other 
schemes, as investigations had shown that the demands made could be 
fulfilled under normal working conditions. In the very remote 
possibility of scarcity of water a supply could be obtained from the 
pumping plant of the above-mentioned company, without causing the 
average water costs to reach an excessive sum. The situation of 
Rosherville in the centre of the supply area, the satisfactory con- 
ditions for a regular coal supply, and another point of importance for 
installations abroad, namely, the low building costs in the vicinity of a 
large town (Johannesburg), increased the value of the agreement 
arrived at. 

cZ. Load Factor and Power ob^ Mining Plant. 

Having settled on the site for the power station, the next step to 
take was to ascertain the power and load factor of plant used at the 
mines. The only basis to work upon were statistics of ore raised, 
but some statistical data relating to the power required for diiferent 
work at a mine and the auxiliary plant were available. At the time 
of the author's visit a law had come into force prohibiting the im- 
portation of Chinese labour, and decreeing the gradual substitution of 
the latter by local labour ; further measures had been proposed for the 
prevention of double shifts on underground work. The influence 
which such a radical change in the system of working would have upon 
the output and. load factor had, therefore, to be considered from the 
outset. 

The results obtained are classified in the following tables, the 
figures in Tables 1 and 2 being the final values in percentages of the 
consumption at the mines, while the figures in Tables 3 and 4 relate to 
an average hourly load of 100 kw. at the substation bus-bars; the 
tables are based upon the assumption that only one substation (trans- 
former plant) is provided for each mine. 



202 



LARGE ELECTRIC POWER STATIONS 



Tables 1 to 4. — Output of the Main Genei^ating Stations and Sub- 
stations based upon the Power required by the Mines in Jdlowatt- 
liourSy tvorking with Single and Double Shifts, 

No. of Mines to each Substation : — 1. No. of Mines to each Generating Station : 
n = approximately 20. 



Table 1. — Final Values with a Single Shift. 



No. 
1 


Proportion of each drive to total 




Electric Drive. 




Compressed 
Air. 

E. 

Rock Drills, 

Auxiliary 

Machinery, 

Underground 

VentiUttion. 

Per Cent. 


Totol. 


A. 

stamps, 

Baiisims, 

Fans, 
Piunps. 


B. C. 

OlSlliri Lighting, 
lSS Ailxiliao' 
motiv^ Service. 

Per Cent Per Cent. 

1 
t 


D. 

Total 
Electric 

Drive, 
A, B,C. 


F. 

D 

and 
E. 


Per Cent. 


Per Cent. 


Per Cent 




consumption at each mine - 


47 


10 


3 


60 


40 


100 


2 


Load factor at each mine - 


96 


30 


35 


66-1 


40 


52-3 


3 


Losses in the substation at the 
















maximum load 


3 


3 


3 


3 


• • • 


1-5 


4 


Losses in network at the maxi- 
















mum load - . - - 


10 


10 


10 


10 





7-5 


5 


Diversity factor for approxi- 
mately twenty substations - 


100 


70 


80 


87 


80 


83-5 



Table 2. — Final Values with a Double Shift. 



No. 



7 
8 

9 

10 



Proportion of each drive to total 
consumption at each mine 

Load factor at each mine - 

Losses in the substation at the 
maximum load 

Losses in network at the maxi- 
mum load - - - - 

Diversity factor for approxi- 
mately twenty substations - 



Electric Drive. 



A. 

Stamps, 

Ball Mills, 

Fans, 

Pumps. 



B. 



D. 

'ota 
Electric 



Winding t:.u*j„« Total 
Machines, ]^Sx& ^^^'^ 

motives. ^^^^^- A, B, C. 



■| 



Per Cent Per Cent' Per Cent' Per Cent 



46 

96 

3 

10 
100 



11 
36 

3 

10 

65 



4 
40 

3 

10 

80 



61 
69 

3 

10 

85 



Compressed 
Air. 


Total 


F 

Rock Drills, 

Auxiliary 

Machinery*, 

Underground 

Aentilation. 


F. 

D 

and 

E. 


Per Cent 


Per Cent 


39 


100 


60 


651 


■ ■ » 


1-7 


5 


7-9 


85 


86 
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Table 3. — Values for a Single Shift, based upox ax Average Hourly 
Consumption of 100 KW.-Hours, at Feeder Bus-bars of the Substation. 



No. 



Electric Drive. 



stamps, 

Ballldllfl, 

Fans, 

Pomps. 



B. 

Winding 
Machines, 

Loco- 
motives. 



C. 

Lighting, 
Auxiliary 
Service. 



D. 

Total 
Electric 

Drive, 
A, B, C. 



Kw.-Hra. Kw.-Hrs. Kw.-Hrs. Kw.-Hrs. 

Substation. 



Compressed 
Air. 

E. 

Rock Drills, 

Auxiliary 

Machinery, 

Underground 

Ventimtion. 



Kw.-Hrs. Kw.-Hrs 




11 Average consumption per hour 
at feeder bus-bars (No. 1) 

12 Peak load at feeder bus-bars 
(No. 2) 

13 Peak load at incoming feeder 
bus-bars (No. 3) 



47 


10 


3 


60 


40 


49 


33-5 


8-6 


90-9 


100 


50-5 


34-3 


8-9 


93-7 


100 



14 



15 



16 



17 



Losses at peak load 



Network, 
51 I 3-4 



0-9 



9-4 



5 



100 

190-9 

193-7 

14-4 



55-6 



55-6 



Per Cent. 

84-5 



Mai7i Generating Station, 

Peak load, neglecting the diver- 
sity factor (n = 20, Nos. 14 
and 5) 

Peak load, allowing for the diver- 
sity factor (n = 20, Nos. 14 
and 5) 

Load faotor, based upon the 
average hourly consumption 
(Nos. 11 and 16) - 



37-7 



26-5 ' 



Per Cent. 

37-8 



9-8 



7-8 



Percent 

38-5 



103-1 i 105 



89-9 



Per Cent, 
67 



84 



Percent. 

47-6 



208-1 



173-9 



Per Cent. 

57-5 



Under normal working conditions the energy required by the 
mines is practically proportional to the quantity of ore crushed, or 
when based on gold output, it is inversely proportional to the amount 
of gold contained in the ore. In sinking shafts and carrying out 
preliminary work at new mines the forms of service classified under 
" A " do not ordinarily come into question, but the particulars for other 
classes of work are sufficient for determining this consumption after 
taking the values for ore as referring to rock. A very reliable figure, 
obtained from a number of the leading mining companies for the total 
energy required under normal working conditions for ore crushed, is 
from 35 to 42 kw.-hours per ton. 

As the Eckstein mines all work with rich ores, an average value 
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Table 4. — Values for a Double Shift, based upon an Average Hourly 
Consumption op 100 KW.-Hours at the Substation Feeder Bus-bars. 



18 
19 
20 



21 



22 



23 



24 



Electric Drive. 



A. 

stamps, 

Ball Mills, 

Fanti, 

Pumps. 



B. 

Windingr 
Machines, 

Loco- 
motives. 



c. 

Lighting, 
Auxiliary 
Service. 



D. 

Total 
Electric 

Drive, 
A, B, C'. 



Compressed 
Air. 



E. 

Rock Drills, 

Auxiliary 

Machinery*, 

I'ndergTound 

Ventilation. 



Total. 



F. 

D 

and 
E. 



Kw.-Hrs. Kw.-Hrs. Kw.-Hrs. Kw.-Hrs. Kw.-Hrs. Kw.-Hrs. 



Suhstatimi, 



Average hourly consumption at 
the feeder bus-bars (No. 6) - 

Peak load at feeder bus-bars 
(No. 7) . . . . 

Peak load at incoming feeder 
bus-bars (No. 8) - 



46 


11 


4 


61 


48 


30-6 


10 


88-6 


49-4 


31-5 


10-3 


91-2 



39 
65 
65 



liOsses at peak load (No. 9) 



- I 



Network, 
4-9 \ 3-2 



10 . 91 



3-3 



Main Getierating Station. 

Peak load, neglecting the diver- 
sity factor {n=lf Nos. 20, 5, 
21) - - - - - 

Peak load^ allowingfor the diver- 
sity factor (/1-20, Nos. 22 
and 10) .... 

Load factor, based on an average 
hourly consumption (Nos. 18 
and 23) .... 



54-3 


34-7 


11-3 


54-3 


22-5 


91 


Per Cent. 
85 


Per Cent. 
49 

1 


Per Cent. 

i 44 



100-3 



85-9 



Per Cent. 
71 



68-3 



58-1 



Per Cent. 
67 



100 

153-6 

156-2 

12-4 



168-6 



144 



Per Cent 

69-5 



for a single working shift of 37 kw.-hours per ton was taken in this 
case. With a double shift the forms of service given under **B" 
and "C" work less economically, although the additional consumption 
barely exceeds 5 per cent, of the total. A supply of 39 kw-.hours 
per ton was therefore allowed for double shifts. 

Very careful statistics are kept on the mines in connection with 
the quantity of ore crushed. Bearing in mind the extent of ore 
deposits verified by numerous borings, these statistics helped to arrive 
at reliable consumption figures for the next few years. 

In 1910 the quantity of ore crushed by the mines that were to 
take a supply of power was approximately 5*5 million tons; three 
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Table 5. — Summary of Results. 







First Lay-out, 5-5xl0« 


Second Lay-out, 7*5 x 


No. 




tons per Annum. 
Working Shifts. 


10* tons per Annum. 


Working Shifts. 


Single. 


Double. 


Single. 


Double. 


1 ' 

Transformers in Substations. 

1 1 


1 




1 


Peak load - . - . kw. 


22,000 


22,500 


30,000 


30,600 


2 


„ „ _ . . - K.v.a. 


30,000 


30,900 


40,900 


42,000 


3 


Including 50 per cent, reserve - k.v.a. 


45,000 


46,300 


61,200 


63,000 




1 ^ 1 
Main Generating Station, 

; 1 






4 


Electric drives, maximum output kw. 


21,000 


21,000 


28,600 


28,600 


5 


Electric drives, maximum output 












k.v.a. 


29,000 


29,000 


39,500 


39,500 


6 


Including 40 per cent, reserve kw. 


29,500 


29,500 


40,000 


40,000 


7 


>> ,, „ K.v.a. 


40,500 


40,500 


55,000 


55,000 


8 


Compressed air drives, maximum 












output . - . - kw. 


19,600 


14,400 


26,700 


19,600 


9 Including 25 per cent, reserve - „ 


24,500 


18,000 


33,400 


24,500 


10 


Total maximum output - - „ 


40,600 


35,400 


55,300 


48,200 


11 Including reserve - - - „ 


i 54,000 


47,500 


73,400 


64,500 



mines were still engaged in sinking operations. It is intended to raise 
the annual output of these mines to 7*5 million tons. 

The size of the substations and main generating station can be 
estimated from these figures. For the sake of simplicity it is assumed 
that the compressed air plant is entirely separated from the electrical 
plant. It should be mentioned, with regard to the question of shifts, 
that up to the year 1910 the mines were working on double shifts 
throughout ; since then a number of mines have changed over to single 
shifts. In order to form an idea of the probable development of the 
demand for power, it is necessary to consider not only the increase in 
the quantity of ore raised, but also the probable effect of alterations in 
the system of working. This can be done best by considering 
extreme cases, namely that for single shifts on all mines and that for 
double shifts. 
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I. — First Lay-out for 5-5 Million Tons op Ore per Annum. 

a. Single Shift. 

5*5 X 10** 
5*5 X 10<^ tons mined per annum = ^^^^ = 630 tons per hour. 

The hourly consumption is thus = 630 x 37 = 23,300 kw.-hours. 

1. Transformer load in substations (Lf^), from Table 3, No. 13, D : — 

Lr^=2g?x93-7 .... = 22,000 kw. 

At 73 per cent, power factor - - - = 30,000 k.v.a. (approx.). 

Including 50 per cent, reserve - - - = 45,000 „ 

2. Main generating station, electric plant (L^/), from Table 3, No. 16, D : — 

L,; = ??^x89-9 .... = 21,000 kw. 

At 73 per cent, power factor - - - = 29,000 k.v.a. 

Including 40 per cent, reserve - - - = 29,500 kw. 

Or ...... = 40,500 k.v.a. 

3. Main generating station, compressed air plant (L|>^), from Table 3, No. 16, E : — 

L^^=??i^x84 = 19,600 kw. 

Including 25 per cent, reserve - - - = 24,500 „ 

4. Total output of main generating station (L = L,, + L^r) : — 

Without reserve - - - - L = 40,600 „ 

Including reserve - - - - - L = 54,000 „ 

b. Double Shift, 

With 630 tons of ore mined per annum, an hourly consumption is obtained of 
630 X 39 = 24,600 kw.-hours. 

1. Transformer load in substations (Lrr), from Table 4, No. 20, D : — 

Lp^=?^?^x91-2 .... = 22,500 kw. 

At 73 per cent, power factor - - - = 30,900 k.v.a. 

Including 50 per cent, reserve - - - = 46,300 „ 

2. Main generating station, electric plant (L^/), from Table 4, No. 23, D : — 

L,,= -V^— x85-9 .... = 21,000 kw. 

'' 100 

At 73 per cent, power factor - - = 29,000 k.v.a. 

Including 40 per cent, reserve - - - = 29,500 kw. 

Or ...... = 40,500 k.v.a. 
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3. Main generating station, compressed air plant (Lor)* from Table 4, No. 23, E : — 

Lo,= 2*'|^x581 .... =U,400kw. 

Including 25 per cent, reserve - - - = 18,000 „ 

4. Total output of the main generating station (L =: L,/ + Li>^) : — 

Without reserve - - - - - L = 35,400 „ 

Including reserve - - - - = 47,500 „ 

II. — Second Lay-out for 7*5 Million Tons op Ore per Annum. 

7*5 
All values under I. are increased in the ratio of =— = 1 '36. 

5*5 

Quantity mined per hour - - - - = 860 tons. 

Hourly consumption with a single shift - - = 31,700 kw. -hours. 

„ „ „ double „ - - =33,500 „ 

The main generating station was built accordingly for the following total capacity : — 

7 Turbo-generators, each 10,000 kw. - - = 70,000 kw. 

4 Steam compressors, each 3,000 kw. - =12,000 „ 



Total - - . - 82,000 kw. 



As already stated above, some of the compressors are driven 
electrically, namely, six compressors taking 3,000 kw. each =18,000 
kw. This load has to be supplied by the above seven turbo-generators, 
in addition to the losses of the electric drive, which amount to about 10 
per cent. 

The total energy for compressors is 30,000 kw., which shows, 
therefore, that the compressor plant would be large enough for the 
second lay-out with a double shift. The change-over to single shifts 
raised the peak load for compressed air supply rapidly ; moreover, this 
form of energy is very popular, and the company received a large 
number of applications for a compressed air supply in consequence. 
Further steam turbine-driven compressors with a total capacity of 
28,000 kw. were therefore ordered from the A.E.G. Of these 
machines, those ordered last are to have a capacity of 10,000 H.P. 
each ; they will thus be 2^ times larger than any other compressor 
built hitherto. 
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4. SECOND SECTION— ROSHERVILLE POWER STATION. 

D. RoSHERVILLE PoWER STATION. 

(a) Position. 

The works are situated on the east side of the Rosherville dam 
(see plan, Figs. 118 and 119), in the immediate neighbourhood of the 
industrial railway which stretches from the main line southwards over 
the whole of the Rand, and is used exclusively for the freight traffic of 
the gold mines. 

(6) Boilers and Coal Conveying Plant. 

In these works, also, the boilers are installed in a number of 
boiler houses (Figs. 120, 122, 123), containing two to four boilers with a 
capacity of 33,000 lbs. per hour each, which is sufficient for two 12,000 
kw. turbo-generators. The first lay-out included three boiler houses 
at the present moment there are four. 

Outside each boiler house there is a coal store extending in the 
longitudinal axis of the boiler house, unlike the arrangement at 
Simmerpan station. The storage capacity is 24,800 cub. ft, the yard 
is 160 ft. long, and is traversed by tracks of rails carried on iron 
trestles (see Figs. 124, 125, 126). As in the Markische Electricity 
Works, the coal conveyors run in passages underneath the yard, and 
discharge the coal into hoppers placed in a row above the boilers. 
Owing to the small capacity of the hoppers they could be suspended 
with the conveyor track from the ironwork of the roof (Figs. 122, 123) 
without necessitating any columns to support the roof from the floor. 
The boilers are of the same type as those in the Markische Electricity 
Works (see pp. 77 to 83), the only difference being the absence of the 
second upper drums, which are here replaced by steam separators in 
the main steam piping (see plan of pipework, Fig. 127). 

(c) Water Supply. 

The provision of an adequate water supply was attended by special 
difficulties, as fluctuations in the level of the pan at Rosherville up to 
23 ft. have to be allowed for. It was at first intended to proceed in 
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the same manner as at Simmerpan by constructing a channel, the 
inlet of which could be deepened as the water level receded. This 
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method was, however, not adopted, as the very large quantity of water, 
44,000,000 galls., made the construction of a final connection between 
the channel and the pan impossible after the plant was once in operatioD, 
and might have caused serious interruptions. The slope of the bank 
is very flat at this point, so that the subsequent work at lower levels 
would have had to be carried out for a distance of nearly 1,000 ft. into 
the pan. 

The next solution to the problem, in which the water was to be 



Fig. 1*23.— BoBhervitle Power Station. View of the fiEsl Coa) Conveyor Track, Boiler House, and 
Switch House. The latter is partially covered with corrugated iron ) the first part of the Boiler 
Plant in the background h in course of erection. 

drawn through pipes sunk into this pan, was rejected as not being 
sufficiently reliable. It would have been very expensive, as wide and 
deep shafts were required for the pumping plant in order not to exceed 
the maximum permissible lift at the lowest water level. It should be 
mentioned here that the theoretical lift is only 26 ft. owing to the 
altitude of the power station, so that after allowing for the pressure 
losses in the 1,000 fL of suction piping it was not possible to count upon 
a lift of more than 16 ft. Another reason for abandoning this idea 
was that no guarantee could be obtained for completion within the 
allotted time, a point of special importance in view of the obligation to 
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have a supply of energy ready by a given date under heavy penalties 
for delay. 

According to a third scheme, vertical shafts were to be sunk 
close to the power station ; from the bottom of these shafts tunnels 
were to be driven to the deepest part of the pan. This plan was 
undoubtedly cheaper to carry out, as men skilled in this class of work 
could be hsA on the spot. Unfortunately the rock near the site 
was very much decayed and intersected with water-bearing layers. 
Owing to the danger of an influx of water, completion of the work in 



Fig. 1*26. — Rosherville Power Station. CorI Conveyor Tracb and two Railway Trucks for Automatic 
Discharge. Coal Yard underneath and Huppera for the Bucket Conveyor. 

time could not be relied upon. It was therefore necessary to fall back 
on a construction which could be carried out above ground. 

The pan is formed by a dam 1,800 ft. in length, and as high as the 
pan is deep. The plan was to withdraw the water from the deepest 
point along the dam and deliver it to the power station through pipes. 
There was a certain risk in breaking through the dam here, wherefore 
it was decided to break through at a higher point, allowing a com- 
paratively small quantity of water to run to waste in order to lower 
the pan level below the pump works. Syphon pipes were to be built 
into the dam, and the pumping plant was to be erected near the base 
of the dam, where the permissible suction lift would not be exceeded. 
This plan was worked out in all its details, but eventually was not 
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sanctioned by the Eckstein Company, who would not consent to the dam 
being touched 
under any cir- 
cumstances, be- 

s 

cause it was P 

not considered a j 

strong enough. * 5 J 

A construction ' "li c J 

was insisted on a 1 3 

which put no i i ■« 

strain whatever ? 8 ^ 

on the dam. ^ - -^ 

After hav- m g I S 

ing investigated "3 e ^ h 
all these schemes 



^1. :§ s -2 ^ 

there was no- ^ I * A 

thing to do but | [b |. ^ 

to erect the - ^ " 5 

pump station m I S S 

the pan itself S^ | I 

close to the "^ I i ^ 

deepest part of 1 ■! J " 

the dam (Figs. S -^ 1 

118 and 119). I I ^ 

Ph ft. j^ 

Inorderto M'^ s 

secure a firm .S i 1 

foundation for ^ I "n 

the machinery r^ i 

five caissons "^ 
were sunk in the 
water, each of 
which contains a 

vertical rotary pump driven by a three-phase motor (Fig. 128). The 
caissons are constructed of boiler plate with a suitable iron framework 

over the top above water level, the whole of the plant being enclosed 
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in a building. To ensure accurate alignment the bottom of each 
caisson is provided with three feet, with screw spindles for adjust- 
ment from above. After the caissons had been placed in position 
(Figs. 129, 130, 131) they were filled with hydraulic cement up 
to the level of the pump foundations, and the water above 
the cement was pumped out. No difficulties were encountered, and 
the plant is a success in every respect. The five pressure pipes 
(Fig. 132) pass from the caissons over the top of the dam without 
protection ; they are secured partly to iron girders and partly to con- 
crete supports, and run along the outside of the dam to the power 
station. 

It was impracticable to feed the condensers direct from the pumps, 
as numerous branches and valves were required to ensure correct 
distribution of the water and sufficient reliability in operation. It 
was therefore preferred to construct a fairly shallow channel along the 
engine room from which the rotary pump of each condenser could 
draw its water. The arrangement offered the possibility of connecting 
the channel direct with the pan ; a supply of water could then be 
obtained when the pan level was high enough without having to keep 
the pumping station running (Figs. 133, 134). 

The outlet channel for the water from the condensers runs 
parallel to the inlet channel. Both channels have a comparatively 
large capacity to enable the condenser service to be maintained by the 
steam pumps alone at a reduced vacuum, should the electrical pumps 
break down. For this purpose there is a connection between the 
inlet and outlet channels, which opens automatically at a certain 
difference of water level due to a reduced supply from the pump 
station on the dam. 

Special importance was attached to convenient supervision of 
the auxiliary pumps in the basement of the engine room. The pumps 
for one generating set are erected in the space between the condenser 
and the boiler house wall, and can be inspected through the opening 
in the floor of the engine room. 
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(rf) Engine Room. 
The engine room (Figs. 120, 121, 123) contains five turbo-generators 



Fig. 133.— Rosberville Power -Station. Excavating tlia Inlet Channel ; Sandy 
Upper iSoil with a Substratum of Rock. 



Fig. 134. — ^Rosiierville Power Station. Maaonry Work for the Inlet 
Channel. On the left, openings for the Suction Pipes ; on the 
right, Flap balanced by Counterweight which allows tho Water 
to How back fnun the Canal automatically at Low Water Lovcl ; 
above, Iron Framework for the ^Machine House before the 
Corrugated Iron Covering was placed ou it. 

each with a capacity of 12,000 k.v.a., and six turbo- com pressors for 
4,000 H.P. each (Figs. 135 and 138). The pressure is 5,000 volts. 
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Fig. 135. — BoBberville Power Station. Engine Room with Travelliog Crane. PreliminAry 
Work for the Erection of Turbines. 



Fig. 136.— Rosherville Power Station. Interior of the Engine Room, Five Tutho-Generators 
completely erected and partly in oommiasion. In the liackground, Control Room for 
Switchgear and Switch House. 
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suitable for bar winding; the speed is 1,000 revs, per min. The 
auxiliary turbines exhaust into the second stage of the main turbines, 
whereby the steam consumption of this plant is improved. The 
exhaust steam from the turbine-driven feed pumpa is used for heating 
the feed water, the temperature of which is thereby raised to 
100°-120<' F. (Fig. 127). The air for cooling the generators is 
filtered before entering the machines, an arrangement which is 



Fig. 137. — Bosherville Power Station. View oE the Srat Lay-out complete : 5 Generators, 



indispensable owing to the frequent dust storms in winter. The warm 
air escapes from the engine room through passages which are made as 
short as possible to avoid unnecessary heating of the engine room 
{view of the engine room and switch house. Fig. 139). 

In place of piston water meters, which require very careful 
handling, recording water meters on the Venturi principle are used 
in the feed pipe. This is the first power station where this has been 
done. They have given excellent results on account of their reliability 
and simplicity. It is not necessary to have a by-pass, as the nozzle 
contains no complicated constructional parts and can easily be 
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inspected. The recording device is connected to the nozzle by small 
tubes, and is installed in the engine room so that it can be kept under 
careful control. The meters are also provided with an indicator which 
enables the attendant to ascertain the actual water consumption at 
any moment. 

(c) Switch House. 

The switch house is at right angles to the engine room and 
adjoins the south end of the latter (Figs. 119 and 120); the control 
board is situated in a room that opens on to the engine room, so that 



Fig. 138. — Rosherville Power Station. Compressor No. 5. 

the switchboard attendant can see the machine plant ; in other 
respects the switchgear is entirely separated from the engine room. 
Apart from the control panels and switchgear, the building 
contains the battery and converters as at Simnierpan ; the trans- 
formers are placed in an attached building (Fig. 140). Each generator 
has its own three-phase transformer with a capacity of 12,500 k.v.a., 
which is among the largest constructed up to the present time. The 
generator pressure is stepped up from 5,000 to 20,000 or 40,000 volts ; 
the secondary windings can be switched over from one voltage to the 
other. Contrary to the Brakpan and Simnierpan stations, the current 
from the Rosherville .station is distributed through a 20,000-volt 
cable network, while the pressure of the overhead feeders is 40,000 
volts as in the older stations. 
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Two double seta of bus-bars for 20,000 volts were therefore 
necessary (see diagram of connections, Fig. 141). Under normal con- 
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ditions some of the generators and transformers work direct on to the 
20,000-volt bus-bars, while the remainder are connected up to the 
40, 000- volt bus-bars ; both sets of bus-bars can be coupled up through 
two 4,000 k.v.a. transformers for 40,000 and 20,000 volts. The trans- 
formers are changed over from 20,000 to 40,000 volts, or vice versa, 
very simply with isolating switches, so that in case of an emergency 
the supply to one or the other side can be augmented quickly. The 
dimensions of the switch house are somewhat unusual : it is 200 ft. 
long, owing to the large number of 20,000 and 40,000 volt outgoing 
transmission lines required for distributing the energy. At the 
present moment there are five 20,000-volt cables and eight 40,000- 
volt transmission lines. There are also two 500-volt feeders for the 
auxiliary service and for lighting, besides 2,000-volt feeders for the 
pumping station, as the pump motors could not be wound for 5,000 
volts ; the motors for a number of large cooling water pumps for the 
compressor plant, described further on, were also connected up to these 
feeders. 

The arrangements here for ensuring a constant supply for auxiliary 
machinery are similar to those in Simmerpan station. In the event 
of the three-phase supply failing, the direct current machine for 
charging the battery is run as a motor, and the synchronous motor 
coupled to it is converted into a generator, which supplies current to 
the auxiliary plant until the normal three-phase supply is in order 
again ; the auxiliary transformers are here cut off from the bus-bars 
automatically. 

(/) Compressor Plant. 

Apart from the three-phase generators, Rosherville power station 
contains six steam-driven compressors, each taking 3,000 kw., and 
running at a speed of 3,000 revs, per min. (Figs. 120 and 121). 

Each compressor consists of the steam turbine and two cylinders 
all on one shaft; the condensers are arranged similarly to those of 
the turbo-generators. The air from the compressors is blown at a 
pressure of 130 lbs. per sq. in. into collector pipes, which enter the 



Fig. 140.— Roiherville Power 1 
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main valve chamber at the north-west end of the engine room ; here 
the distributing pipes are branched off. 

E. Robinson Central Statios. 

(a) Central. 

The works (see plan. Fig. 142) are situated at a distance of only 
five miles to the west of Rosherville, and are stationed without a 
source of energy of its own. The installed capacity is 50,000 kw. ; 
both the 20,000-volt cable network for local consumption and the 




Fig. 142.— Robinson Central Station. Plan. 

compressed air system are supplied from here. The energy comes 
partly from Rosherville through four 40,000-volt overhead lines, and 
partly from Vereeniging through three 80,000-voIt overhead lines. 
The energy is transformed down to 20,000 volts for electrical 
distribution, and to 5,000 volts for the motors driving air compres.sor8 
(Figs. 143 to 146). 

The large capacity of this station may he somewhat surprising in 
view of the proximity of Rosherville. This locality was, however, 
necessary, owing to compressed air requirements, and to the fact that 
the 20,000-volt network cannot transmit sufficient energy. With 
stations further apart the dimensions of the air pipes would also have 
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become inconveniently large. Careful comparative calculations made 
for various sites showed the superiority of the locality selected. A 
lake close at hand, the Robinson pan. could l>e utilised for providing 
the comparatively large quantity of cooling water required for the 
six 4,000 H.P. compressors erected here. 



Fi^'. 14."i.— Robinsim C'L-ntml Station. Section througli tlie Switch House and Kngino Rnom. 

The extensive switch house is similar to tliat in Rosherville, and 
therefore need not be described further (Figs. 147 and 148). 



Fig. 146.— Robinson Central Station. Kngine Room. Iron Framenork completed ready forcovering 
in ; on tlie left. Transformer Cells halt tininhed. 

(h) Compressor Plant. 

The air compressors are constructed in two parts, each with a 
2,000 H.P. synchronous motor, and two cylinders on the same shaft. 
Although an induction motor would have been very much simpler to 
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install, synchronous motors were selected with the object of improving 
the power factor of the entire network. The motors were therefore 
made large enough to work at full load, with a leading power factor of 
85 per cent. When starting up the compressors run light and the 
suction pipe is closed. A special starting set, consisting of an induction 
motor and a generator, are used for starting up the air compressor 
motors (see diagram of connections. Fig. 148). The generator was 
designed with a number of poles to give rather more than fifty periods 
per second when the induction motor runs at full speed. Before 
putting an air compressor 
motor into commission, the 
generator of the starting set 
is coupled electrically to the 
motor whilst both are at a 
standstill and fully excited ; 
the motor generator is then 
run up slowly, the syn- 
chronous compressor motor 
following. 

When the synchronous 

Fig. U».— Bobinswi Central Station. Double Pipe speed of 3,000 rCVS. per min. 

Mkins for Compressors ontoide the Building, jg reached, and paralleled 

CenttHlii>ed Filter Plant for all Compressors visible ■,. ,. ■ ■ ,. i 

in iho Centre. With the mains in the usual 

way, the generator of the 
starting set is switched off again. The same process is repeated with 
the second compressor motor ; no difficulties have resulted from this 
method of working. The disadvantages of this indirect method of 
starting are counterbalanced by the improvement in the power factor 
obtained through the synchronous motors. The value of this advantage 
is fairly considerable, because the power factor of the induction motors 
on the Rand is generally low. The output required for starting up 
one half of a compressor in this manner is between 400 and 600 kw. 

It is important that the air forced into the pipes should be as 
pure as possible, and filters of a good design are therefore essential. 
In Rosherville each compressor has its own filter; in Robinson 
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Central, however, a common filter installation is provided in the 
middle of one side of the engine room (Fig. 143). The air is drawn in 
high above the ground in order to keep it as free from dust as possible. 
The engine room basement is divided into two parts by a longitudinal 
partition ; one part is the suction chamber for all compressors and for 
the synchronous motors. The warm air from the latter is exhausted 
into the other part of the basement. The advantage of this arrange- 
ment lies in the avoidance of all passages. The basement is sub- 
divided by doors, so as not to interrupt air filtration during building 
operations. 

The compressed air is delivered into a double system of collect- 
ing pipes, with valves, along the outside of the engine room. A 
branch pipe is used when the air is supplied from Rosherville only 
(Figs. 143, 145, and 149). The cooling water required for cooling 
the compressors is drawn from the Robinson pan by a special 
pumping plant erected at one end of the engine room (Figs. 143 
and 144). The water is passed through coke filters made in two 
parts, so that one half can be inspected without interrupting the 
working of the other. 

F. Distribution Network. 

The form of the distributing network had to be adapted to the 
geographical position of the reef, which stretches in a comparatively 
straight line from east to west ; consequently the network is never 
very wide (Fig. 150). Arrangements had to be made from the outset 
for interconnecting the stations, and for a possible supply of energy 
from Vereeniging. The transmission of large aniounts of energy from 
one station to another had to be taken into consideration. The 40,000- 
volt overhead lines are therefore in a sense double bus-bars which 
extend over the whole of the Rand. The energy not required for local 
consumption is fed into these bus-bars from the various power stations, 
and the distributing stations take their supply from here. The source 
of energy can thus be arranged practically according to the demand in 
the neighbourhood of the stations at Brakpan, Hercules, Simmerpan, 
Rosherville, Robinson, Bantjes (Fig. 151), and Vereeniging stations. 
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A single feeder is carried to the extreme west of the Rand, to Lui- 
paardsvlei ; it is employed for the present as a distributing cable. The 
copper section of conductors is naturally greatest in the centre of the 
area of supply where the density of consumption reaches a maximum. 
The exact figures are 2-232 sq. in. in four separate sets of conductors of 
3 X 'ISG sq. in. each, carried on two rows of masts ; for the conductors 
passing from east to west two lines, each 3 x -1085 sq. in., are found 
sufficient for the present. 

The distributing conductors are connected up to all these power 



Fig. 161.— Bantjee Station (aimilar io Hercules Station). Main Bwitcb itation for 40,009 and 
20,000 volts, with transformer cells ; in the background, maals for two 40,00l>-volt three- ■ 
phase circuits with brackets fur carrying three guanl wires 

stations and switch stations, and transmit at a pressure of 20,000 volts 
on the west side of Simmerpan, and 10,000 volts on the east side of 
this station. They consist of underground cables in the centre of the 
supply area. It was not possible to install overhead lines here owing to 
the great number of buildings ; in all other districts overhead lines are 
installed. The feeders are all double mains ; the distributing lines, 
however, are ring mains ; in -both cases the Merz- Price Protective 
System^ has been adopted with great success, and has been found 
particularly advantageous for ring mains, which had to be subdivided 

I See E.T.Z., 1908, pp. 316, 329, and 361. 
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Fig. lo'i. — SlAiliJard Sub)^tatio]> for Supplying Mines. 

= i1oub1ebu8-b(lr8, 20,000 voltB. r' = dou1i1e bus-bare, 2,000 and 500 volts, i: - tranaformer. 

d^overfaead tranamiBsiun line, f — cables. 



Si'ction on the left : arrangemenle for connecting up to '20,(J00-valt tranemisBion line. Section in 
the centre : arrangements for connecting up to 20,000-volt cable network. Plan ; method of joining 
up the switch house to the mine— its general eijuipment \s determined by the mine. 
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very much in order to secure a high degree of reliability in operation, 
and to make full use of the copper in the conductors. The standard 
cable section is '155 sq. in. throughout, and the one three-phase cable 
is capable of transmitting 8,000 k.v.a. 

The rapid rise in consumption in the Eastern Supply Area close 
to Brakpan makes it appear desirable to change the distribution 
pressure from 10,000 to 20,000 volts; all new substations are already 
equipped with plant for the higher pressure, and the incoming lines 
are insulated for 20,000 volts, so that within a short time only two 
pressures, 40,000 and 20,000 volts, will be in use, with the exception 
of the transmission from Vereeniging, which takes place at 80,000 volts. 

G. Substations. 

Standardisation is the essential feature of plant in substations. 
The njain considerations which dictated this policy are the large 
number of substations (about sixty have been erected up to now), 
the interchange of plant without loss of time, and facilities in operation 
and supervision. 

The substations had to satisfy the following requirements : the 
primary pressure is either 20,000 volts or 10,000 volts; the demand 
varies from 1,000 to 8,000 k.v.a., the secondary voltage is in some cases 
2,000 and in others 500 volts ; both voltages must, however, be supplied 
from the same station, as they are both required simultaneously on 
practically all the mines (large machines are connected to the 2,000- 
volt supply, small motors above ground are connected to the 500-volt 
supply). As the working conditions on the mines are constantly 
undergoing a change, all the substations had to allow for extensions, 
both on the 500-volt and 2,000-volt side. This made provision 
necessary for incoming and outgoing cables and overhead lines. 

In order to meet these requirements the standard substation was 
built in the form of the letter T (Fig. 152) ; the conductors enter the 
station at the top end. In this part of the building are the trans- 
former cells, arranged in two groups, according to secondary pressure ; 
the bus-bars for 500 and 2,000 volts are run parallel. The centre 
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contains the consumers' meters. The connections are taken from these 
meters out of the building into the adjoining switch house of the 
consumer. The latter's distribution gear is thus entirely separate 
from the company's substation. The 500-volt side and the 2,000-volt 
side of consumers' substations can be extended as desired. 



H. Compressed Air Plant. 

Out of a total of 320 million kw. -hours required by the Eckstein 
group, about 40 per cent, were to be supplied in the form of 
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(Dimensions in metres.) 



Fig. 153. — Compressed Air Pipe. On the right : Standard Pipe Joint ; on the left : Sleeve for 
connecting Smooth Pipe Ends (the latter is used when pipes have to be interchanged). 

compressed air at a pressure of 130 lbs. per sq. in. According to the 
predetermined load factor, this quantity of air, together with the 
specified addition of 25 per cent, for spare plant, represents a machine 
output of approximately 50,000 H.P. The maximum distance over 
which the compressed air has to be transmitted is about 18 miles. 
When considering that no compressed air plant of anything like the 
same capacity had ever been constructed — the largest plant at the 
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present time being that in Paris : it has an output of 8,000 H.P. ; the 
largest reciprocating conipressor has an output of 1,500 H.P. — one will 
realise the nature of the enterprise, with which were involved stringent 

guarantees both for 
performance and early 
completion. The whole 
plant had to be designed 
entirely from the begin- 
ning, and an erection 
period of one and a half 
years was therefore ex- 
tremely short. The 
construction of rotary 

Kig. l»4.-Con,pre.^ Air Pl.„,. L.vl„g 24-1,,. l-i^ .W. CWpreSSOrS W8S stiU ill 
ground iin Maaimrj' Pillars (mftishy giounill. the development stageS, 

and satisfactory results 
had only been obtained with small outputs ; air pipe systems for such 
pressures as those now contemplated had never been constructed before. 
The development of the design of joints in the pipes alone (Fig. 153) 
occupied more than three months, 
as tlie Paris models proved entirely 
inadequate for the conditions in 
South Africa. The joint had to 
fulfil the following conditions : — 

1. It must allow expansion and 
contraction, as the pipes are sub- 
jected to considerable temperature 
variations. 

2. It must easily be taken 

apart and renewed when a new Fig. IflS.— Compressed Air Plant. W-in, Pipe i 

pipe is inserted. "'^"'^ "' ^""^ ""^ ^'^ '^''^ s™""** °" 

' ^ a straight section. 

3. It must allow a deviation 

of 5' to 10° from the straight line, so that the pipe line can' follow any 
rise or fall in the ground. 
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4. It must remain perfectly airtight under these conditions (24 
in. max. pipe diameter, 130 lbs. pressure). 

5. The installation costs must be moderate, no machining of pipe 
ends being possible. 

When it is considered that no measuring apparatus was available 
for integrating the complicated function based upon volume, tempera- 
ture, and pressure (reading in kw. -hours), automatically, that air meters 
until then were only constructed for medium pressures, and that this 
apparatus had to be redesigned entirely, it will be possible to gauge 
the difficulty even of this part of the task. 



Fig. 156.— Coniprefiatsl Air Plant. Method Fig. 1,17-— Compressed Air Plant. Anchor 

iif fixing the Pipes above the ground. for a 30-in. bend above ground. The 

Fixed point, illustraltoti shows how the pjllar has 

liivea v/ay owing U> the inadequate 

foundation. 

A measuring apparatus was required to meter a total output of 
more than 100 million kw. -hours per annum with great accuracy, 
because the value of this power amounted to more than £250,000 ; 
an error of 1 per cent, thus makes a difference of £2,500. which 
explains the importance of accurate air measurement. 

The fundamental principles to be applied to the installation of the 
compressed air network agreed with those of the electric cable network 
in some respects. As all the Eckstein mines required compressed air 
in addition to electric energy, the compressed air pipes and electric 
cables could very often be laid in the same trenches (Figs. 154 to 158). 
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The pipework permanently connects the plant in Rosherville and 
in Robinson central station (Fig. 150) ; if one of the stations is shut 
down, the air supply can he maintained by the other one. Valve 

chambers are built into 
the system (Fig. 159), 
which enable a section 
of the pipes to be cut 
out in the case of a 
i fault. 

The pipes are 
generally placed under- 
ground ; they are run 
above the ground on 
cement pillars only for 

Fig. ISe.—Compreawd Air Plant. £2in. Pipe washed out . n J 

orti..T„„.h„.h.,...u„n„,y„i„.. ""^""S valleys and 

marshy land. At such 
places they are protected against the excessive heat of the sun 
by a corrugated iron covering (Fig. 160). The pipes are made up 
of lengths of 25 ft, and vary from 9 in. to 24 in. in diameter. The 
packing used for the joints consists of .sectional rings of high quality 



Fig. I.'i9.— Comprosned Air Plant. Vnlve Ciiamber with Branch Pipe and Drainage. 

rubber. It was guaranteed that the maximum leakage loss would not 
exceed 2 per cent. ; the actual losses in practice were found to be less 
than 0'5 per cent. 
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The size of pipes was calculated in accordance with the masimum 
permissible speed for the movement of air. 

The general principles followed in the design of the pipe system 
were low capital cost and a certain minimum air pressure, with 
a full supply at the point of consumption. Having agreed on this 
minimum, which would of course apply to all consumers, however 
distant, it was found that a branched system of pipes could be 
dimensioned along new lines, which led to definite reduced pressures 
at each junction of pipes in the system. With the knowledge of 
the drop in pressure up to each junction it was then a simple matter 



Fig, 160.— Compressed Air Plant. Compressed Air Pipe Line above ground, 
and covered with welded oomigated iron as a protection agaitigt the 
heat of the sun. 

to determine the size of the pipes. One is accustomed to calcula- 
tions of this kind for electric conductors, but for an air supply 
system nothing of the kind had been done before. The calculations 
were made by R. Troeger, after the author had decided on the method 
of procedure. 

The air consumption of each consumer is measured in kw.-hours, 
determined on an isothermal basis. A special compressed air meter 
is installed at each mine (Fig. 161), which automatically records the 
supply. The construction of this apparatus presented considerable 
difficulty, in view of the appreciable fluctuations in temperature and 
pressure. 
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As meters for measuring the air volume on the gas meter principle, 
in which the integrating mechanism is influenced by pressure and 
temperature, would have attained abnormal dimensions and a very 
intricate design, it was finally decided to employ a nozzle on the 
Venturi principle, and a recording device controlled by fluctuations in 
pressure and temperature (the latter only approximately). The spring 
of the gauge for pressure differences, and the thermometer spring 

influenced b}' temperature, 
each move a logarithmic 
cam, the movements are 
added up by gear wheels, 
and the sum is transmitted 
to an aiiti-logarithmic cam, 
so that the integrating 
mechanism records the 
product of both move- 
ments. The meters were 



FiK- 161- — Compressed Air Plant. Section of an Air Met*r House, 




developed and constructed by Messrs G. Kent, London, and were 
found to be very satisfactory. 

5. PKEPARATORY WORK FOR FURTHER 
DEVELOPMENT. 



«. General. 

The limited cooling capacity of the Rosherville pan, which 
suffices for plant of not more than 50,000 to 60,000 kw., and 
the high charges for coal transport, induced the Victoria Falls and 
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Transvaal Power Company to make a contract with the Vereeniging 
Estates for the right to erect a power station in the centre of the 
extensive coal district on the Vaal river. A previous contract with 
the Vereeniging Estates, made by Wilson Fox at the time the 
company was formed, but supplemented later, secured the right of 
obtaining coal at prime cost, plus an extra sum of Is. Id. per ton, 
together with the right to examine production costs. 

Serious objections were at first raised by the gold mines, who 
doubted whether energy could safely be transmitted through 30 miles 
of overhead transmission lines under South African atmospherical 
conditions. The objections were overcome by the promise that the 
output of plant off the reef should not exceed a given fraction of the 
total output. In the event of the transmission lines failing, the whole 
supply was to be covered by the plant on the Rand. The company 
was, however, permitted to increase the external source of energy on 
proving in practice that the system of overhead transmission was 
satisfactory. 

The preliminary work, including the purchase of land, borings, 
locality of site, and questions of water sujDply, was settled in 1909, 
whilst the author was on the spot ; the commencement of building 
operations was, however, delayed by negotiations with the authorities 
in connection with the necessary wayleaves. 

b. Wayleaves. 

The legal conditions for the transmission of energy on the Rand 
by means of overhead lines and underground cables were exceedingly 
simple. As the land in this district consists almost exclusively of 
mining claims, the rights of property of mine owners are restricted by 
legislation to the minerals underground, while the land itself is at the 
mine's disposal only as far as it is required for working the ore. The 
authorities are therefore free to grant permission to a third party to 
use the land for transmission lines. When the company took over the 
Rand Central Electric Works, it also acquired the concessions granted 
to that company. It was therefore protected against opposition on 
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the part of the mines, provided that their buildings were not interfered 
with, a condition which could easily be fulfilled. 

The conditions were, however, different for the lines from 
Vereeniging ; the conductors had to be taken over private property for 
practically the whole distance, and difficulties arose similar to those we 
are accustomed to encounter in Europe. 

The question as to whether the consent of local authorities for the 
erection of transmission lines was necessary, in addition to the private 
permission of land owners, was open to dispute, as Transvaal legislation 
had not hitherto dealt with this matter. In order to avoid the danger 
of placing itself in a false position legally, the company decided, never- 
theless, to apply for the official consent, as the concession of the Rand 
Central Electric Works did not extend to this territory. The im- 
mediate result of this step was violent opposition by a number of the 
coal mines who feared serious loss of business with the company. 

The Government was obliged to appoint a special Power Com- 
mission to go into the matter, under the chairmanship of Sir Thomas 
Price, the President of the Railways. The proceedings of the Com- 
mission lasted several months, during which time witnesses of both 
parties were examined publicly. Both Lord Winchester and the 
author were consulted repeatedly with regard to European conditions, 
and were requested to make a confidential declaration concerning 
existing or proposed legal measures bearing upon the subject. The 
very exhaustive report which was then handed to the Government 
naturally occupied considerable time in its preparation, so that one and a 
half years elapsed before the required permission for the erection of the 
transmission lines was given to the company. The principal condition 
imposed was that energy should be supplied on the same terms to all 
parties concerned, and particularly to local authorities. A special 
tariff prepared by the author was accepted. 

On receipt of the wayleaves the erection of Vereeniging power 
station was immediately begun ; it was put into commission recently 
with an output of approximately 70,000 H.P. 

The question of utilising the power of the Victoria Falls on the 
Zambesi has not been raised again since, as the opposition of the coal 
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owners would have been very much fiercer against this scheme than it 
was in the case of the transmission from Vereeniging. In the latter 
scheme it was merely a question of a scarcely noticeable transference 

xl 



Fig. 162.— Vereeniging Power SUtion. Plun. Scait, 1 to5,00a (Dimensions in melrea.) 
a = Trsnsfonner c«ll3. '(^Switch house, c — Operating switcliboard. 
(;=EnginB room, f = VVorkshop. /=Boiler liouae. 

of the coal output from certain coal mines to others; the transmission 
of large quantities of energy from Rhodesia, on the other hand, would 
have dealt a severe blow to the coal industry. It should be stated 
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here that no appreciable economic advantages can be expected from 
this long distance power transmission as long as the coal prices in the 
Transvaal remain on their present level. 



6. THIRD SECTION— VEREENIGING POWER 

STATION. 

a. Engine Room, Boiler Houses, Coal Conveying Plant. 

The power station (see plan. Fig. 162) now contains four turbo- 
generators, two of which are for outputs of 12,000 k.v.a., the other two 
having outputs of 18,000 k.v.a. Two further sets with outputs of 
16,000 k.v.a. each are on order; they will, however, be erected in 
Simmerpan power station. 

Steam is produced in two boiler houses (Figs. 163, 164, 166), 
each containing ten boilers with a water-touched heating surface of 
5,920 sq. ft. ; the boiler plant is constructed in a similar manner to the 
plant in Rosherville. The coal conveyor plant is also constructed on 
the same principles. Arrangements had to be made here for storing 
a larger quantity of coal, because only one set of rails was available. 
The quantity of coal stored outside the boiler house could be augmented 
by increasing the height of discharge (raising the railway line) (Figs. 
164, 167) ; moreover, contrary to general principles, large coal bunkers 
were installed in the boiler house itself, as it is proposed to bring the 
coal from the mines by means of a ropeway at a later date. This 
point had to be taken into consideration when designing the boiler 
house, and space for the future ropeway was there allowed beside the 
bucket conveyor. The boiler house bunkers are large enough to hold 
sufficient coal for operating the power station from Saturday midday 
to Monday morning, during which time the coal mines are generally 
closed (Figs. 164, 166). 

The arrangement of the engine room (Figs. 163, 164, 165) is also 
similar to that at Rosherville. The only important departure is in the 
cooling water supply, the provision for which was extremely difficult 
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Fig. Ifiii. — Vereeniging Power SMtJon. Longitudinal Section through Kiigine Room. Scale, 1 to SM, 

here. The ditt'erence in the water level of the Vaal river sometimes 
reaches 30 ft. ; these fluctuations occur very suddenly, as the rainfalls are 
discharged into the rivers much more rapidly than is the case in most 
European rivers, owing to the absence of forests. The water supply had 
to be arranged to be able to follow these sudden changes in the lift. 



niging Pciwer Station. Section through Boiler Houn 
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After various schemes had been worked out, it was finally decided 
to drive an inlet channel from the deepest part of the river to a point 
underneath the engine room, and to erect the pumps in shafts con- 
nected with the tunnel by pii>es and valves. The constructional costs 
were considerable (Figs. 164, 165). Each set of two pumps draw 
their water from a common suction shaft with fine strainers. A 
coarse screen is provided at the mouth of the tunnel, where the water 
enters from the river (Figs. 168, 169), The pump shafts are so deep 
that even at the lowest water 
level the pennissible suction 
lift is not exceeded ; they are 
placed immediately in fix)nt of 
the turbine foundations, so 
that the aiTangement of pipes 
is quite simple. The circu- 
lating water pumps have 
vertical shafts, and they are 
driven by vertical turbines in 
the engine room basement 
(Fig. 170). The water leaves 
the condensers tlirough pipes 
which discharge into an open 
channel ending in the river 
below the intake (view of 

Fig. l67.-Voreenigmg Pouer Stati.m. Coal Store building. Fig. 171: vicw 
below the Bailwav i I'ookcU in the floor for o o 

filling the Bucket Con^-eJ■o■. from the Vaal Fiver, Fig. 

172). 



b. Switch House. 

The switch bouse (Fig. 173), contrary to that at Rosherville, lies 
parallel to the engine room, an arrangement which has its particular 
advantages in this case on account of the cables between the generators 
and the switch house, which consist of five and eight separate cables 
each with a section of .1 x ■;!25 .sij. in. The switch house is entirely 
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- Diraeiion of Flon. 



" Diitefhn of Flon. 



Fig. 1B8.— Vereeniging Pon-er Station. Plan and Section o( tlia Intake for the Condenser 
Cooling Water. Scah, 1 to 300. 
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separated from the engine room. The space between the switch house 
and engine room is utilised for the control board, the battery, the 
regulators, and other auxiliary apparatus. 

For transmission to the Rand the pressure is raised to 84,000 
volts. The transformers are again erected in special cells along the 
wall of the switch house ; at present there are six transformers, namely, 
two with a capacity of 12,500 k.v.a., and four with a capacity of 
9,000 k.v.a. 

The construction of the bus-bars differs from what is customary ; 



Fig. 169.— Vereeniging Power Station. Inlet Channel under ConBtruction. 

they are placed in a special room, and are attached to the centre of a 
chain of suspension insulators stretched between the ceiling and the 
floor. This is an arrangement which is not only electrically very safe, 
but is also very strong mechanically, as the stresses in the bus-bars in 
the case of short circuits occur only in the direction of the insulator 
chain. Isolating switches are mounted on the ceiling, and enable the 
transformers and transmission lines to be switched over from one set 
of bus-bars to the other. 

The very heavy currents which have to be broken by the switches 
in the event of short circuits in the transmission lines made it appear 
advisable to adopt the principle of switching in steps. Two oil 
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switches are therefore connected up in series ; one of them is bridged 
over by a non-inductive resistance. When switching in or out, the 
series resistance is first closed or opened, after which the other switch 



Fig. 170.— Vereeniging Power Station. Section throogh the Pumpinj; Shafts and Suction Shaft. 
ScaU, 1 to 20a (DimeiiBiona in melrea.) 

is operated ; the resistances are so dimensioned that approximately 
the same switch capacity is allotted to each switch. If it is found 
by experience that two steps are insufficient, a third switch with 
resistances can be connected up in the space which is provided for this 
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Fig. 173.— Vereeniging Power Station. Plan mid Section of Switch House. Scalt, 1 



a = OperatiDg switchboard. 

/< — Boom ford. c. machines, automatic si 

and regulators. 
c = Hom lightning arresters. 
(f=. Isolating switches. 
(■-Double bus-bBr» with suxpension im 

for 84,000 volu. 
/= Room for lowering oil lanki. 
!/ = Reniote control oil BwitcheH. 
A = Choking colIx. 
i = Watcr-cooled transformers. 



i = KxhauBtair. 




/ = Fresh air. 




n. = Generator, 1. 




H =Transmi»sion line, 1. 
o = Oenerator, 2. 


Two remote 

oil 

Bwitcbes 
each. 


>-=Transmi38ionlinc, 3. 

« = Generator, 4. 


/^Transmi^Hionllne, 4. 




"^Oil tanks. 
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CcnimfDr Cibles in tarfhtnnart Pipn. 



Gmtrc-tor Cutlet in ttirtheitnare Pifus. 
Fig. 173a. — Vereeniging Power Station. (LKnieuiiionB in me 
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Gueim y/ire issq. mm. 




Fig. 171.— Vorecniging Power Station. Intermediate Mast for Two CiccuiW, 80,000 volts. 

Sirale. I to 120. (Dimensions in metres ) 

a = Guar(l netting for tlie workmen. 
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Fig. I7i.— Vereeniging Power Sution. Anchor Mbbi iur Two Cireuils, 80,000 voHb ; the 
ConductoTB are trenaposed at Anchor Towem. .Scale, 1 to I'iO. (Din 
a = Gu«rd for the workmen. 
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purpose. The switches can be lowered by means of a winch to the 
floor beneath. In order to simplify the amount of labour, the oil cases 
are connected to pipes leading to pumping plant at one end of the 
installation ; a reservoir and an oil drying plant have also been placed 
here. Similarly to the oil switches, the transformer cells and trans- 




Fig. 176. ^Vereeniging Power Station. 
Anchor Mast. 



g, 177. — Vereeniging Power Station. Experi- 
mento carried out on an BO.OOO-volt inter- 
mediate laaet in order to find out how the 
nia«tH withstand breakage of a conductor 
in the neighbourhood of an anchor mast. 
The cross shows the length which the con- 
ductor lias slipped through the suspension 
clip. 



former tanks are connected to this plant through pipes, so that all oil 
tanks can be filled and emptied quickly (see also Figs. 37 and 37a). 



c. Transmission Lines to the Rand. 
The energy generated at Vereeniging is transmitted to the Rand 
through four circuits with -093 sq. in. conductors, carried on two rows 
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of masts with two circuits each (Figs. 174 to 180) ; all lines terminate at 
Robinson Central. The conductors are fixed to Unk insulators of the 



Fig. 178. — A'ereeniging Power Station. Anchor Masts for 80,000- Volt Coucluctoi-9 iit (he point 
where the latter enter the Switch House. 



Fig. I7fl.— Vereenjging Power Station. Erecting an Inlermediute Maal. 
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Hewlett type, and are supported every half to one mile by anchor 
masts on which the three conductors are transposed. The pressure is 
stepped down on the Rand in three-phase transformers {each with 
three sets of windings), the secondary aide being constructed with 
separate 40,000 and 20,000 volt windings, so that apart from the 
transmission of energy, they also serve to balance the load in the 
40,000 and 20,000 volt network on the Rand. This arrangement 
distributes the load between the two networks as desired, a result that 



Fig. ISO.— Vei-eeniging Power Station. Intermediate Mast Erected. CrdsB Bar underuMth 

for carrying two Telephone Cirouits. 

could only have been attained otherwise by using special voltage 
regulators. A further beneficial effect is the simplified operation and 
improved load control of Rosherville power station. Whereas formerly 
the output of generators feeding either the 40,000 volt or 20,000 volt 
network had to be adjusted according to consumption, and special 
transformers were required for balancing the load on these networks, 
the present arrangement gives greater freedom, because any shortage 
in the power supplied from Rosherville for either of the two networks 
is made up automatically from Vereeniging. 
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7. SUMMARY. 

In the preliminary scheme of 1905 the boilers are placed at right 
angles to the engine room, and artificial draught and iron chimneys are 
introduced. The economisers, however, are designed for use with 
several boilers, an arrangement resulting in long iron flues and a 
branch passage as a by-pass round the economises Fans for producing 
the necessary draught are placed in the flues direct. The coal 
conveying plant consists of a vertical hoist and a belt conveyor ; it is 
still composed of a number of independent operations. The coal 
bunkers are situated above the boilers. They are of large capacity, and 
will hold the entire supply of coal ; moreover, they are suspended from 
the ironwork, which is not practical. The switch house and trans- 
former chambers immediately adjoin the engine room, the transformers 
being inside the switch house. 

In Brahpan station we already find an economiser for each boiler ; 
the flues become short in consequence, and instead of direct draught, 
an indirect draught with separate chimneys is adopted. The coal 
bunkers over the boilers can accommodate the entire coal supply inside 
the boiler house. The coal is here measured by a drum built into each 
shoot. The boilers are still fed by reciprocating pumps. The switch 
house is entirely separate from the engine room, as are also the oil 
switch chambers from the bus-bar rooms. The transformers are erected 
in the switch house, but in special chambers. 

Simmerpan Station. — The boiler house is designed similarly to that 
at Brakpan, as it was built practically at the same time. These works 
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show a progressive development only inasmuch as the greater part of 
the coal supply is not stored in bunkers over the boilers, but outside the 
boiler house in special bunkers. The coal is conveyed uninterruptedly 
by bucket conveyors. The arrangements for measuring coal for 
boiler feeding, and for driving condenser pumps is the same as in 
Brakpan station. The condenser pumps are driven electrically in 
both stations. 

Rosherville Station. — There are no large coal bunkers in the 
boiler house, but small coal hoppers are suspended from the ironwork 
of the roof ; they hold coal for a few hours' supply. The coal is stored 
outside the boiler house ; the coal bunkers are arranged along the 
longitudinal axis of the boiler houses ; the coal is conveyed into the 
boiler houses uninterruptedly by a very simple system. In place of 
cast-iron economisers, separate wrought-iron economisers are mounted 
on top of each boiler. There are no flues, but a large number of short 
chimneys. The switch house is in a special building, which is so close 
to the engine room that the control panels, etc., can be placed in the 
connecting gangway. In the switch house the oil switches, bus-bars, 
and lightning arresters are each placed on a different floor, and are 
entirely separate from one another. The transformers are erected in 
chambers attached to the switch house. The coal is weighed by 
automatic coal weighing machines (one for each boiler house). The 
boilers are fed by turbine-driven rotary pumps. The condenser pumps 
are driven by steam turbines. 

Vereeniging Station. — The coal storage arrangements are similar 
to those in Rosherville. The small coal bunkers in the boiler house are 
sufficient for one day's supply. This comparatively large capacity was 
necessary on account of the ropeway to be constructed later. Apart 
from the svvitchgear installation, which is designed for a much higher 
voltage, the arrangement of the switch house parallel to the engine 
room (advantage : short connecting cables), and the provision of feed 
water meters on the Venturi principle, this station is in other respects 
very similar to Rosherville station. 
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The total capacity of generators in commission amounts to 
288,000 H.P., the compressed air plant alone having an output of 
78,000 H.P. ; the transformer capacity is 473,000 k.v.a. 

Thanks to the able management of the undertaking by the 
Marquess of Winchester and Mr A. E. Hadley in London, and Major 
the Hon. W. L. Bagot and Mr Bernard Price in South Africa, 
the economic results achieved are quite satisfactory. The develop- 
ment is very favourable, and the difficulties that were encountered 
at first, due to a somewhat too rapid advance in consumption, 
have been overcome* The future can therefore be faced with 
confidence. 
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Pig. 41,— Fortnna Electric Supply Works. 
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